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This edition of NFPA 750, Standard on Water Mist Fire Protection Systems, was prepared by the 
Technical Committee on Water Mist Fire Suppression Systems and acted on by the National 
Fire Protection Association, Inc., at its November Meeting held November 14-17, 1999, in 
New Orleans, LA. It was issued by the Standards Council on January 14, 2000, with an effective 
date of February 11, 2000, and supersedes all previous editions. 

This edition of NFPA 750 was approved as an American National Standard on February 11, 
2000. 


Origin and Development of NFPA 750 


In 1993, representatives from the research and engineering communities, water mist sys- 
tem manufacturers, the insurance industry, enforcement authorities, and industrial users met 
and organized the NFPA Technical Committee on Water Mist Fire Suppression Systems. The 
committee started work on developing a new NFPA document that would begin to standard- 
ize water mist technology and provide for reliable design and installation of these systems. 


Water mist systems were introduced in the 1940s and were utilized for specific applications 
such as on passenger ferries. The renewed interest in water systems is due partially to the phas- 
ing out of halon and their potential as a fire safety system for spaces where the amount of 
water that can be stored or that can be discharged is limited. In addition, their application 
and effectiveness for residential occupancies, flammable liquids storage facilities, and electri- 
cal equipment spaces continues to be investigated with encouraging results. 


NFPA 750 contains elements that are similar to standards on other types of fire protection 
systems such as automatic sprinklers, fixed water spray, carbon dioxide, and halon. In many 
ways, water mist can be thought of as a hybrid of these systems. Overall, water mist systems uti- 
lize water as the extinguishing, suppression, or control medium, but do so in a nontraditional 
manner. In developing this standard, the committee addressed system components and hard- 
ware, system types, installation requirements, design objectives, hazard classifications, calcu- 
lations, water supplies, atomizing media, plans, documentation, acceptance criteria, and 
maintenance considerations. 


The 2000 edition of NFPA 750 represents a significant advancement in water mist technol- 
ogy and the knowledge base associated with its application. This edition includes a new defi- 
nition for Water Mist and a complete rewrite and reorganization of Chapter 5, Design 
Objectives and Fire Test Protocols. Additionally, many new sections were added to address the 
design and safety considerations associated with positive displacement water mist pumps. New 
guidance has been provided for the measurement of the water mist spray characteristics 
including drop distribution. Finally, two new appendixes were added to address many of the 
current and proposed fire test protocols and the reliability of water mist systems. 
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NOTICE: An asterisk (*) following the number or letter des- 
ignating a paragraph indicates that explanatory material on 
the paragraph can be found in Appendix A. 


Changes other than editorial are indicated by a vertical rule 
in the margin of the pages on which they appear. These lines 
are included as an aid to the user in identifying changes from 
the previous edition. 


Information on referenced publications can be found in 
Chapter 12 and Appendix E. 


Chapter 1 General Information 


1-1* Scope. This standard contains the minimum require- 
ments for the design, installation, maintenance, and testing of 
water mist fire protection systems. This standard does not pro- 
vide definitive fire performance criteria nor does it offer spe- 
cific guidance on how to design a system to control, suppress, 
or extinguish a fire. Reliance is placed on the procurement 
and installation of listed water mist equipment or systems that 
have demonstrated performance in fire tests as part of a listing 
process. 


1-2* Purpose. The purpose of this standard is to provide pro- 
tection for life and property from fire through the standard- 
ization of design, installation, maintenance, and _ testing 
requirements for water-based fire suppression systems that use 
a specific spray (mist) that absorbs heat, displaces oxygen, or 
blocks radiant heat to control, suppress, or extinguish fires as 
required by the application. This standard shall establish min- 
imum requirements for water mist technology based on sound 
engineering principles, test data, and field experience. Noth- 
ing in this standard is intended to restrict new technologies or 
alternate arrangements, provided the level of safety pre- 
scribed by this standard is not lowered. Materials or devices 
not specifically designated by this standard shall be utilized in 
accordance with all conditions, requirements, and limitations 
of their listings. 


1-3 Retroactivity Clause. The provisions of this document are 
considered necessary to provide a reasonable level of protec- 
tion from loss of life and property from fire. They reflect situ- 
ations and the state of the art at the time the standard was 
issued. 

Unless otherwise noted, it is not intended that the provi- 
sions of this document be applied to facilities, equipment, 
structures, or installations that were existing or approved for 
construction or installation prior to the effective date of this 
document. 


Exception: In those cases where it is determined by the authority hav- 
ing jurisdiction that the existing situation involves a distinct hazard 
to life or property, this standard shall apply. 

14 Definitions. 


1-4.1* Approved. Acceptable to the authority having juris- 
diction. 
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14.2 Atomizing Media, Water Mist. Compressed air or other 
gases that produce water mist by mechanical mixing with 
water. 

1-4.3* Authority Having Jurisdiction. The organization, 
office, or individual responsible for approving equipment, 
materials, an installation, or a procedure. 


1-4.4 Deluge System. A water mist system using open nozzles 
attached to a piping system that is connected to a water supply 
through a valve that is opened by means of a detection system 
installed in the same area as the mist nozzles. When the valve 
opens, water flows into the piping system and discharges 
through all nozzles attached to the system. 

1-4.5* Dvy. A drop diameter such that the cumulative vol- 
ume, from zero diameter to this respective diameter, is the 
fraction, f, of the corresponding sum of the total distribution. 


1-4.6 Enclosure. The case, housing, partition, or walls that 
will substantially contain water mist in the vicinity of the haz- 
ard for a sufficient length of time to achieve the fire protection 
objectives. 

14.7 Fire Control. The limitation of the growth of a fire by 
prewetting adjacent combustibles and controlling ceiling gas 
temperatures to prevent structural damage. 


1-4.8 Fire Extinguishment. The complete suppression of a 
fire until there are no burning combustibles. 


14.9 Fire Suppression. The sharp reduction of the rate of 
heat release of a fire and the prevention of regrowth. 


1-4.10 High Pressure System. A water mist system where the 
distribution system piping is exposed to pressures of 500 psi 
(34.5 bar) or greater. 


1-4.11 Intermediate Pressure System. A water mist system 
where the distribution system piping is exposed to pressures 
greater than 175 psi (12.1 bar) but less than 500 psi (34.5 bar). 


1-4.12* Listed. Equipment, materials, or services included in 
a list published by an organization that is acceptable to the 
authority having jurisdiction and concerned with evaluation 
of products or services, that maintains periodic inspection of 
production of listed equipment or materials or periodic eval- 
uation of services, and whose listing states that either the 
equipment, material, or service meets appropriate designated 
standards or has been tested and found suitable for a specified 
purpose. 


1-4.13 Low Pressure System. A water mist system where the 
distribution piping is exposed to pressures of 175 psi (12.1 bar) 
or less. 


1-4.14 Shall. Indicates a mandatory requirement. 


1-4.15* Shall be Considered. Requires an objective assess- 
ment, the results and basis of which are documented, to deter- 
mine to what extent the specific factor, criterion, guideline, 
standard, etc., is incorporated into or satisfied by the design. 


1-4.16 Should. Indicates a recommendation or that which is 
advised but not required. 


1-4.17 Single-Fluid System. A water mist system utilizing a sin- 
gle piping system to supply each nozzle. 


1-4.18 Standard. A document, the main text of which con- 
tains only mandatory provisions using the word “shall” to indi- 
cate requirements and which is in a form generally suitable for 
mandatory reference by another standard or code or for adop- 
tion into law. Nonmandatory provisions shall be located in an 
appendix, footnote, or fine-print note and are not to be con- 
sidered a part of the requirements of a standard. 
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1-4.19 Total Compartment Application System. A system 
designed to discharge water mist to protect all hazards in an 
enclosure. 


1-44.20 Twin-Fluid System. A water mist system in which water 
and atomizing media are separately supplied to and mixed at 
the water mist nozzle. 


1-4.21* Water Mist. A water spray for which the Dvo 99, for the 
flow-weighted cumulative volumetric distribution of water 
droplets, is less than 1000 microns at the minimum design 
operating pressure of the water mist nozzle. (See A-2-6. 1.) 


1-4.22 Water Mist Nozzle. A special purpose device, contain- 
ing one or more orifices, designed to produce and deliver a 
water spray meeting either the definition of Water Mist or 
meeting the specific requirements of an approved water mist 
fire test protocol. (See Appendix C.) 


1-4.22.1 Water Mist Nozzles, Automatic. Nozzles that oper- 
ate independently of other nozzles by means of a detection/ 
activation device built into the nozzle. 


1-4.22.2* Water Mist Nozzles, Hybrid. Nozzles capable of 
operation using both automatic and nonautomatic means. 


1-4.22.3 Water Mist Nozzles (Open), Nonautomatic. Nozzles 
that operate as an entire system or grouping of nozzles, con- 
taining open orifices and activating the water flow to the noz- 
zles by an independent detection system. 


1-4.23 Water Mist System. A distribution system connected to 
a water supply or water and atomizing media supplies, that is 
equipped with one or more nozzles capable of delivering 
water mist intended to control, suppress, or extinguish fires 
and that has been demonstrated to meet the performance 
requirements of its listing and this standard. 


1-4.23.1 Water Mist System, Dry Pipe. A water mist system 
using automatic nozzles attached to a piping system contain- 
ing air, nitrogen, or inert gas under pressure, the release of 
which (as from an opening of an automatic nozzle) allows the 
water pressure to open a dry pipe valve. The water then flows 
into the piping system and out through any open nozzles. 


1-4.23.2 Water Mist System, Engineered. Those systems that 
need individual calculation and design to determine the flow 
rates, nozzle pressures, pipe size, area, or volume protected by 
each nozzle, discharge density of water mist, the number and 
types of nozzles, and the nozzle placement in a specific system. 


1-4.23.3 Water Mist System, Local-Application. A water mist 
system arranged to discharge directly on an object or hazard 
in an enclosed, unenclosed, or open outdoor condition. 


1-4.23.4 Water Mist System, Preaction. A water mist system 
using automatic nozzles attached to a piping system that con- 
tain air that might or might not be under pressure, with a sup- 
plemental detection system installed in the same areas as the 
mist nozzles. The actuation of the detection system opens a 
valve that allows water to flow into the piping system and dis- 
charges through all opened nozzles in the system. 


1-4.23.5* Water Mist System, Pre-engineered. Those systems 
having predetermined flow rates, nozzle pressures, and water 
quantities. 


1-4.23.6 Water Mist System, Wet Pipe. A water mist system 
using automatic nozzles attached to a piping system contain- 
ing water and connected to a water supply so that water dis- 
charges immediately from nozzles operated by the heat from 
a fire. 


1-4.24 Zoned Application System. A system designed to pro- 
tect hazards in a predetermined portion of an enclosure. 


1-5 Units. 


1-5.1* Metric units of measurement in this standard are in 
accordance with the modernized metric system known as the 
International System of Units (SI). Liter and bar units are out- 
side of but recognized by SI and are commonly used in inter- 
national fire protection. These units are provided with their 
conversion factors in Table 1-5.1. 


Table 1-5.1 Metric Conversion Factors 


Unit 
Name of Unit Symbol Conversion Factor 
Millimeter mm 1 in. = 25.4 mm 
Square meter m? 1 ft? = 0.0929 m? 
Liter L 1 gal = 3.785 L 
Cubic decimeter dm? 1 gal = 3.785 dm? 
Cubic meter m? 1 ft? = 0.028317 m% 
Kilogram kg 1 Ib = 0.4536 kg 
Kilograms per cubic 
meter kg/m? 1 lb/ft? = 16.0183 kg/m$ 
Pascal Pa 1 psi = 6895 Pa 
Bar bar 1 psi = 0.0689 bar 
Bar bar 1 bar = 10° Pa 
Liter per minute per L/min/ 
square meter m? 1 gpm = 40.746 L/min/m? 
Micron mM 1 mm = 1000p (1000 


microns) 


1-5.2 Ifa value for a measurement provided in this standard is 
followed by an equivalent value in other units, the first stated 
value shall be regarded as the requirement. A given equivalent 
value shall be considered an approximate value. 


1-6* General. 


1-6.1 A water mist system is a fire protection system using very 
fine water sprays (i.e., water mist). The very small water drop- 
lets allow the water mist to control or extinguish fires by cool- 
ing of the flame and fire plume, oxygen displacement by water 
vapor, and radiant heat attenuation. 


1-6.2 Use and Limitations. 


1-6.2.1 Water mist systems are used for a wide range of perfor- 
mance objectives, including the following: 


(1) Fire extinguishment 
(2) Fire suppression 

(3) Fire control 

(4) Temperature control 
(5) Exposure protection 


1-6.2.2* Water mist systems shall not be used for direct appli- 
cation to materials that react with water to produce violent 
reactions or significant amounts of hazardous products. These 
materials include the following: 


(1) Reactive metals, such as lithium, sodium, potassium, mag- 
nesium, titanium, zirconium, uranium and plutonium 

(2) Metal alkoxides, such as sodium methoxide 

(3) Metal amides, such as sodium amide 

(4) Carbides, such as calcium carbide 
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(5) Halides, such as benzoyl chloride and aluminum chlo- 
ride 

(6) Hydrides, such as lithium aluminum hydride 

(7) Oxyhalides, such as phosphorus oxybromide 

(8) Silanes, such as trichloromethylsilane 

(9) Sulfides, such as phosphorus pentasulfide 

(10) Cyanates, such as methylisocyanate 


1-6.2.3. Water mist systems shall not be used for direct applica- 
tion to liquefied gases at cryogenic temperatures (such as liq- 
uefied natural gas), which boil violently when heated by water. 


1-7 Safety. 


1-7.1* Hazards to Personnel. In the event of a fire, safe- 
guards shall be provided to ensure the following: 


(1) prompt evacuation of trapped personnel 

(2) prevention of entry by personnel into hazardous atmo- 
spheres 

(3) provision of means for prompt rescue of any trapped per- 
sonnel. 


Safety factors such as personnel training, warning signs, 
discharge alarms, self-contained breathing apparatus, evacua- 
tion plans, and fire drills shall be considered. 


1-7.2* Electrical Clearances. 


1-7.2.1* All system components shall be located to maintain 
minimum clearances from unenclosed and uninsulated ener- 
gized electrical components in accordance with NFPA 70, 
National Electrical Codé&. 


1-7.2.2 Where the design basic insulation level (BIL) is not 
known and where nominal voltage is used for the design crite- 
ria, the highest minimum clearance specified for this group 
shall be used. 


1-7.2.3 The selected clearance to ground shall satisfy the 
greater of the switching surges or BIL duty, rather than being 
based on nominal voltage. 


1-7.2.4 The clearance between uninsulated energized parts of 
the electrical system equipment and any portion of the water 
mist system shall not be less than the minimum clearance pro- 
vided elsewhere for electrical system insulation on any individ- 
ual component. 


1-7.3* Positive Displacement Pumps. Where positive  dis- 
placement pumps are used in a water mist system, suitable 
safeguards shall be provided to prevent pressure generation in 
excess of maximum system pressure rating. 


1-8 Environmental Factors. When selecting water mist to pro- 
tect a hazard area, the effects of water runoff on the environ- 
ment shall be considered. Particular attention shall be given to 
any water additives or any chemicals that can be carried out of 
the hazard area by the water. 


Chapter 2 System Components and Hardware 
2-1 General. This chapter provides requirements for the cor- 
rect use of water mist system components. 


2-1.1 Component Listing. All components shall be listed for 
their intended use. 


Exception No. 1: Where approval of system components is specifically 
permitted to be substituted for listing. 
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Exception No. 2: Where components are part of a listed, pre-engi- 
neered system. 


2-1.2 Working Pressure. System components shall be rated 
for the maximum working pressure to which they are exposed 
but not less than 175 psi (12.1 bar). 


Exception: Where components are part of a listed, pre-engineered sys- 
tem with a self-contained water supply. 


2-1.3 Corrosion Resistance. Where components are sub- 
jected to severe corrosive atmospheres, corrosion protection 
such as special corrosion-resistive materials or coating shall be 
required. 


2-2 Gas and Water Containers. 


2-2.1 Capacity. Gas and water containers, if provided, shall be 
sized to supply quantities of gas and water as required by Chap- 
ter 7. 


2-2.2, Design. 


2-2.2.1* Gas and water containers shall be designed for instal- 
lation according to the manufacturer’s installation manual, 
including provision for attachment of seismic restraint. 


2-2.2.2* Gas and water containers shall be made, tested, 
approved, equipped, and marked in accordance with the cur- 
rent specifications of the ASME Boiler and Pressure Vessel Code, 
Section VIII, or the requirements of the U.S. Department of 
Transportation, 49 CFR 171-190, 178.36-178.37, or other 
approved international standards. Containers used as ship- 
ping containers shall be designed to meet the requirements of 
the U.S. Department of Transportation or of Transport Can- 
ada or other approved international standards. The design 
pressure shall be based on the maximum pressure developed 
by the water mist system at 130°F (54°C). 


2-2.2.3 Each pressurized container shall be provided with a 
safety device to release excess pressure. 


2-2.2.4 Each water container shall have a permanent nameplate 
or other permanent marking specifying the liquid held in the 
container (including additives) and the nominal water volume 
and pressurization level (where applicable) of the container. 


Exception: Marking shall not be required on each water container if 
the information is provided on a nameplate or placard permanently in- 
stalled on the system at a location convenient for servicing or content 
measuring. 


2-2.2.5 External sight glasses on water containers shall be pro- 
tected against mechanical damage. 


2-2.2.6 Each gas container shall have a permanent nameplate 
or other permanent marking specifying the type of gas, weight 
of gas, weight of container, nominal gas volume, and pressur- 
ization level of the container. 


Exception: Marking shall not be required on each gas container if the 
information is provided on a nameplate or placard permanently in- 
stalled on the system at a location convenient for servicing or content 
measuring. 


2-2.2.7 A reliable means shall be provided to indicate the 
pressure in refillable, pressurized gas containers. 


2-2.3 Multiple Container Systems. All containers supplying 
the same manifold outlet shall be interchangeable and of the 
same size and charge. 
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2-3 Piping and Tube. 


2-3.1* All piping, valves and fittings, from the system strainer 
to the nozzle shall have corrosion resistance at least equivalent 
to piping specified in Table 2-3.3.1. Wherever the word pipe is 
used, it shall be understood also to mean tube. 


2-3.2 Other types of pipe or tube investigated for suitability in 
water mist system installations and listed for this service shall 
be permitted where installed in accordance with their listing 
limitations, including installation instructions. Bending of the 
pipe shall be permitted as provided by the listing. Pipe or tube 
shall not be listed for portions of an occupancy classification. 


2-3.3 Low Pressure Systems. 


2-3.3.1 Pipe or tube used in low pressure water mist systems 
shall meet or exceed one of the standards in Table 2-3.3.1 or 
shall be in accordance with 2-3.2. The chemical properties, 
physical properties, and dimensions of the materials given in 
Table 2-3.3.1 shall conform at a minimum to the standards 
cited in the table. Pipe and tube used in water mist systems 
shall be designed to withstand a working pressure of not less 
than 175 psi (12.1 bar). 


Table 2-3.3.1 Pipe or Tube Standards 


Materials and Dimensions 


and Standard Titles Standard No. 


Copper Tube (Drawn, Seamless) 


Standard Specification for Solder Metal [95-5 
(Tin-Antimony-Grade 95TA) ] 


Standard Specification for Seamless Copper Tube! 


re Specification for Seamless Copper Water 
Tube 


Standard Specification for General Requirements 
for Wrought Seamless Copper and Copper-Alloy 
Tube 


Standard Specification for Liquid and Paste 
Fluxes for Soldering Applications of Copper and 
Copper-Alloy Tube 


Specification for Filler Metals for Brazing and 
Braze Welding (Classification BCuP-3 or 
BCuP-4) 


Stainless Steel 


Standard Specification for Seamless and Welded 
Austenitic Stainless Steel Tubing for General Ser- 
vice 


Standard Specification for Seamless and Welded 
Austenitic Stainless Steel Tubing (Small-Diame- 
ter) for General Service 


Standard Specification for Welded, Unannealed 
Austenitic Stainless Steel Tubular Products 


Standard Specification for Seamless and Welded ASTM A789/ 
Ferritic/Austenitic Stainless Steel Tubing for Gen- A '789M 
eral Service 


ASTM B 32 


ASTM B 75 
ASTM B 88 


ASTM B 251 


ASTM B 813 


AWS A5.8 


ASTM A 269 


ASTM A 632 


ASTM A 778 


‘Denotes pipe or tube suitable for bending (see 2-3.6 ) according to 
ASTM standards. 


2-3.3.2. Copper tube as specified in the standards referenced 
in Table 2-3.3.1 shall have a wall thickness of Type K, L, or M 
where used in water mist systems. 


2-3.4 Intermediate and High Pressure Systems. 


2-3.4.1 Pipe or tube shall be of noncombustible material hav- 
ing physical and chemical characteristics such that its deterio- 
ration under stress can be predicted with reliability. The 
piping shall be in accordance with ANSI B31.1, Power Piping 
Code. The internal pressure used for calculation of pipe wall 
thickness shall be the maximum operating pressure of the 
water mist systems at a pipe temperature of 130°F (54°C). 


2-3.4.2* Flexible piping, tubing, or hoses (including connec- 
tions) shall be listed for their intended use. 


2-3.5 Pipe or Tube Identification. 


2-3.5.1 All pipe or tube, including specially listed pipe or 
tube, shall be marked continuously along its length by the 
manufacturer in such a way as to identify the type of pipe or 
tube. This identification shall include the manufacturer’s 
name, model designation, or schedule. 


2-3.5.2 Pipe or tube marking shall not be painted, concealed, or 
removed prior to approval by the authority having jurisdiction. 


2-3.6 Pipe or Tube Bending. Bending of Type K and Type L 
copper tube shall be permitted where bends are made with 
no kinks, ripples, distortions, reductions in diameter, or any 
noticeable deviations from a round shape. The minimum 
radius of a bend shall be six pipe diameters for pipe sizes of 
2 in. (51 mm) and smaller and five pipe diameters for pipe 
sizes larger than 2 in. (51 mm). 


2-4 Fittings. 


2-4.1* General. All fittings used on piping described in 2-3.1 
shall have a corrosion resistance at least equivalent to wrought 
copper fittings conforming to ANSI B16.22, Wrought Copper 
and Copper Alloy Solder Joint Pressure Fittings. 


2-4.2 Low Pressure Systems. 


2-4.2.1 Fittings used in water mist systems shall meet or 
exceed the standards in Table 2-4.2.1 or shall be in accordance 
with 2-4.2.2. 


Table 2-4.2.1 Fitting Standards 


Materials and Dimensions 


and Standard Titles Standard No. 


Copper 
Cast Copper Alloy Solder Joint Pressure Fittings ANSI B16.18 


Wrought Copper and Copper Alloy Solder Joint ANSI B16.22 
Pressure Fittings 


Stainless Steel 

Standard Specification for Castings, Austenitic, ASTM A 351/A 
Austenitic-Ferritic (Duplex) for Pressure-Con- 351M 

taining Parts 

Standard Specification for Wrought Austenitic ASTM A 403/A 
Stainless Steel Piping Fittings 403M 

Standard Specification for As-Welded Wrought ASTM A774/A 
Austenitic Stainless Steel Fittings for General 774M 

Corrosive Service at Low and Moderate Temper- 

atures 

Standard Specification for Wrought Ferritic, Fer- ASTM A 815/A 
ritic/Austenitic, and Martensitic Stainless Steel 815M 

Piping Fittings 
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2-4.2.2* Other types of fittings investigated for suitability in 
water mist installations and listed for this service shall be per- 
mitted where installed in accordance with their listing limita- 
tions, including installation instructions. 


2-4.2.3 Screwed unions shall not be used on pipe larger than 
2 in. (51 mm). Couplings and unions of other than the 
screwed type shall be listed for the intended use. 


2-4.2.4 A one-piece reducing fitting shall be used wherever a 
change is made in the size of pipe. 


Exception: Hexagonal or face bushings shall be permitted in reducing 
the size of openings of fittings where standard fittings of the required 
size are not produced. 


2-4.2.5 All threads used in joints and fittings shall conform to 
ANSI B1.20.1, Pipe Threads, General Purpose (Inch). Joint com- 
pound, tape, or thread lubricant shall be applied only to the 
male threads of the joint. 


2-4.2.6 Soldering fluxes shall be in accordance with Table 
2-3.3.1. Brazing fluxes, if used, shall not be of a highly cor- 
rosive type. 


2-4.2.7 Welding shall be performed in accordance with AWS 
D10.9, Specification for Qualification of Welding Procedures and 
Welders for Piping and Tubing, Level AR-3. 


2-4.3 Intermediate and High Pressure Systems. 


2-4.3.1 Fittings shall have a minimum-rated working pressure 
equal to or greater than the maximum operating pressure of 
the water mist systems at 130°F (54°C). For systems that 
employ the use of a pressure regulating device in the distribu- 
tion piping, the fittings downstream of the device shall have a 
minimum-rated working pressure equal to or greater than the 
maximum anticipated pressure in the downstream piping. 

2-4.3.2 All threads used in joints and fittings shall conform to 
ANSI B1.20.1, Pipe Threads, General Purpose (Inch). Joint com- 


pound, tape, or thread lubricant shall be applied only to the 
male threads of the joint. 


2-4.3.3, Welding and brazing alloys shall have a melting point 
above 1000°F (538°C). 


2-4.3.4 Welding and brazing shall be performed in accor- 
dance with Section IX of the ASME Boiler and Pressure Vessel 
Code. 


2-4.3.5 Where acceptable tubing is joined with compression- 
type fittings, the manufacturer’s pressure temperature ratings 
for the fitting shall not be exceeded. 


2-5 Hangers. 


2-5.1 Hangers shall be listed for use with the pipe or tube 
involved. 


Exception: Hangers certified by a registered professional engineer to 
include the following shall be permitted where 


(a) Hangers are designed to support five times the weight of the 
pipe or tube when filled with gas or water, based on the system’s use of 
the pipe or tube, plus 250 lb (114 kg) at each point of piping support; 


(b) These points of support are able to support the water mist sys- 
tem; and 


(c) Hanger components are ferrous. 


Detailed calculations shall be submitted, where required by the 
authority having jurisdiction, showing the stresses developed both in 
the hangers and the piping and the safety factors provided. 
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2-5.2 Hanger components shall be ferrous. 


Exception: Nonferrous components that have been proven by fire tests 
to be able to support the piping for the hazard application, that ave list- 
ed for this purpose, and that are in compliance with the other require- 
ments of this section shall be permitted. 


2-5.3 The components of hanger assemblies that attach 
directly to the pipe or to the building structure shall be listed. 
Threaded portions of hangers shall not be bent. 


Exception: Mild steel rods that connect pipe and building attachment 
components shall be permitted to be of an approved type. 


2-5.4 The use of listed inserts set in concrete to support hang- 
ers shall be permitted. 


2-5.5 Power-driven fasteners shall not be used to attach hang- 
ers to the building structure where systems are required to be 
protected against earthquakes. 


Exception: Power-driven fasteners shall be permitted where they are 
specifically listed for service in seismic areas. 


2-6 Nozzles. 


2-6.1* Nozzles shall be listed either individually or as a part of 
a pre-engineered system. Listing information shall include the 
following: 


(1) Specific hazards and protection objectives 

(2) Volumetric flow rate characteristics of water discharge for 
each nozzle 

(3) Maximum height of protected space 

(4) Minimum distance between nozzle tip or diffuser, as 

applicable, and plane of protection 

(5) Maximum spacing between nozzles 

(6) Maximum coverage area per nozzle 

(7) Minimum spacing between nozzles 

(8) Maximum height between ceiling and nozzle diffuser or 

tip, as applicable 

(9) Nozzle obstruction spacing criteria 

(10) Maximum spacing of nozzles from walls 

(11) Minimum- and maximum-rated operating pressures of 
nozzles 

(12) Allowable range of nozzle orientation angle from verti- 
cally down 

(13) Classification of automatic nozzle thermal response char- 
acteristics as fast, special, or standard response 

(14) Maximum compartment volume, if applicable 

(15) Maximum time delay for water mist delivery to the most 
remote nozzle 


2-6.2 Only new nozzles shall be installed in water mist systems. 


2-6.3 Nozzles shall be permanently marked to identify the 
manufacturer, type, and size of the orifice(s) or part number. 


2-6.4 Additional corrosion protection, such as special corro- 
sion-resistant materials or coatings, shall be required in 
severely corrosive atmospheres. Where protective coatings are 
used to meet the requirements of 2-1.3, the coatings shall be 
applied by the nozzle manufacturer and the coated nozzle 
shall be listed. 


2-6.5 Where clogging by external, foreign materials is possi- 
ble, discharge nozzles shall be provided with frangible discs, 
blow-off caps, or other listed devices. These devices shall pro- 
vide an unobstructed opening upon system operation and 
shall be located so they cannot injure personnel. 
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2-6.6 The standard temperature ratings of individual, ther- 
mally activated nozzles are shown in Table 2-6.6. Individual, 
thermally activated nozzles shall be colored in accordance 
with the color code designated in Table 2-6.6. 


2-6.7 The stock of spare, individual, thermally activated noz- 
zles shall include all types and ratings installed and shall be as 
follows: 


(1) For systems having fewer than 50 nozzles, not fewer than 
3 nozzles 

(2) For systems having 50 to 300 nozzles, not fewer than 6 
nozzles 

(3) For systems having 301 to 1000 nozzles, not fewer than 12 
nozzles 

(4) For systems having over 1000 nozzles, not fewer than 24 
nozzles 


2-7 Valves. 


2-7.1 Valve Listing. All valves shall be listed for their 
intended use. 


Exception: Valves used only for drains or test connections shall be per- 
mitted to be approved. 


2-7.2 Compatibility. All gaskets, O-rings, sealants, and other 
valve components shall be constructed of materials that are 
compatible with the gas or water and any additives contained 
in the water. 


2-7.3 Identification of Valves. All control, drain, and _ test 
connection valves shall be provided with permanently 
marked, weatherproof, metal or rigid plastic identification 
signs. The sign shall be secured with corrosion-resistant wire, 
chain, or other approved means. 


2-8 Strainers and Filters. 


2-8.1 A system strainer shall be provided downstream of each 
water supply system, water supply tank, pump, pipe section, fit- 
ting, valve, or other piping component having a wetted surface 
that does not have corrosion resistance equivalent to the mate- 
rials given in Table 2-3.3.1 or Table 2-4.2.1. 


2-8.2* The strainer or filter shall be sized for continuous 
operation at the required minimum flow and pressure, as 
verified by hydraulic calculations, for the minimum water 
supply duration. 


2-8.3 Each system strainer shall have corrosion resistance 
equivalent to the materials given in Table 2-4.2.1. 


2-8.4 Pipeline strainers and filters shall be listed for use in 
water supply connections. 


2-8.5 Pipeline strainer and filter designs shall incorporate a 
flush-out connection. 


2-8.6 Pipeline strainers and filters shall be sized in accordance 
with 7-5.1.2 and 7-5.1.4. 


2-8.7 Individual strainers or filters for water mist nozzles, 
where required by the manufacturer, shall be listed as a part 
of a nozzle. 


2-8.8 Spare pipeline and individual nozzle strainers and filters 
for water mist nozzles, if replaceable, shall be provided and 
shall include all types and sizes installed. Spare strainers and 
filters shall be provided to service the nozzles, if replaceable, 
for the largest single hazard or group of hazards to be pro- 
tected simultaneously. 


2-9 Pump Systems. 
2-9.1 Pumps. 


2-9.1.1 Pumps for water mist systems shall be installed in 
accordance with NFPA 20, Standard for the Installation of Station- 
ary Pumps for Five Protection. 


2-9.1.2 Pumps shall be designed with capacities in accordance 
with 7-5.2. 


2-9.1.3. Pumps capable of overpressurizing the system shall be 
provided with an approved means of pressure relief to prevent 
excessive increase in pressure and temperature. Overpressure 
shall not exceed the working pressure of the piping system. 


2-9.1.4 Pumps shall start automatically upon system actuation. 
2-9.1.5 Pumps shall not take suction under a static lift condition. 
2-9.2 Power Supply. 


2-9.2.1 The power supply for pump drivers shall be installed 
in accordance with NFPA 20, Standard for the Installation of Sta- 
tionary Pumps for Fire Protection, NFPA 70, National Electrical 
Code, and with the manufacturer’s listing. 


Exception: Power supplies for water mist system pumps shall not be re- 
quired to be fed by an independent service feed to the building. 


2-9.2.2 Power supplies for pumps shall be arranged so that if 
the power supply within the protected facility itself must be 
disconnected during a fire, the power supply to the pump 
feeder circuit will not be interrupted. 


Table 2-6.6 Temperature Ratings, Classifications, and Color Coding of Individual, Thermally Activated Nozzles 


Maximum Ambient Nozzle Temperature 

Temperature Rating Temperature 
°F °C °F °C Classification Color Code Glass Bulb Colors 
100 38 135 to 170 57 to 77 Ordinary Uncolored or black Orange or red 
150 66 175 to 225 79 to 107 Intermediate White Yellow or green 
225 107 250 to 300 121 to 149 High Blue Blue 
300 149 325 to 375 163 to 191 Extra high Red Purple 
375 191 400 to 475 204 to 246 Very extra high Green Black 
475 246 500 to 575 260 to 302 Ultra high Orange Black 
625 329 650 343 Ultra high Orange Black 
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2-9.3 Controllers. 


2-9.3.1 Controllers for pumps shall be listed fire pump con- 
trollers or listed limited-service controllers installed in accor- 
dance with NFPA 20, Standard for the Installation of Stationary 
Fire Pumps for Fire Protection. 


2-9.3.2 A service-disconnecting means in the feeder circuit to 
controllers shall be permitted where acceptable to the author- 
ity having jurisdiction, provided the disconnecting means is 
supervised for the proper position. Supervision for proper 
position shall be by one of the following methods: 


(1) Central station, proprietary, or remote station signaling 
electrical supervision service 

(2) Local electrical supervision through use of a signaling 
service that causes the sounding of an audible signal at a 
constantly attended location 

(3) Locking of the disconnecting means in the proper posi- 
tion, with monthly recorded inspections 


2-10 Detection, Actuation, Alarm, and Control Systems. 
2-10.1 General. 


2-10.1.1 Detection, actuation, alarm, and control systems shall 
be installed, tested, and maintained in accordance with the fol- 
lowing protective signaling systems standards as applicable: 


(1) NFPA 70, National Electrical Code 

(2) NFPA 72, National Fire Alarm Cod 

(3) CAN/ULC S524-M86, Standard for the Installation of Fire 
Alarm Systems (in Canada) 

(4) CAN/ULC $529-M87, Smoke Detectors for Fire Alarm Systems 
(in Canada) 


2-10.1.2 Where a detection system is used to actuate the water 
mist system, detection and actuation shall be automatic. 


Exception: Manual-only actuation shall be permitted if approved by 
the authority having jurisdiction. 


2-10.2 Automatic Detection. 


2-10.2.1* Automatic detection shall be by listed equipment 
installed in accordance with NFPA 72, National Fire Alarm Code. 


2-10.2.2 Adequate and reliable primary and 24-hour mini- 
mum standby sources of energy shall be used to provide for 
operation of the detection, signaling, control, and actuation 
requirements of the systems. 


2-10.2.3 If an existing detection system is used in a new water 
mist system, the detection system shall comply with the 
requirements of this standard. 


2-10.3. Operating Devices. 


2-10.3.1 Operating devices shall include water mist releasing 
devices or valves, discharge controls, and shutdown equip- 
ment necessary for successful performance of the system. 


2-10.3.2 Operation shall be by listed mechanical, electrical, or 
pneumatic equipment. An adequate and reliable source of 
energy shall be used. 


2-10.3.3. Devices shall be designed for the service they are to 
encounter and shall not be rendered inoperative or suscepti- 
ble to accidental operation. Devices shall be designed to func- 
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tion from —20°F to 130°F (—29°C to 54°C) or shall be marked 
to indicate temperature limitations. 


2-10.3.4 An emergency release device for the system shall be 
provided. The emergency release device shall be activated by 
a single manual operation. This operation shall be accom- 
plished by a mechanical manual release or by an electrical 
manual release when the control equipment that monitors the 
battery voltage level of the standby battery supply indicates a 
low battery signal. The release shall cause simultaneous oper- 
ation of automatically operated valves that control agent 
release and distribution. The battery shall be sized to accom- 
plish all functions. 


Exception: Dry and wet pipe systems utilizing individual, thermally 
activated nozzles. 


2-10.3.5 The manual release device(s) shall be located so as to 
be accessible at all times. The manual release device(s) shall 
be of distinct appearance and clearly recognizable for the pur- 
pose intended. Operation of any manual release device shall 
cause the system to operate in accordance with the design or 
listing. 


2-10.3.6 The manual release device(s) shall not require a 
force of more than 40 lbf (178 N) nor a movement of more 
than 14 in. (356 mm) to cause activation. At least one man- 
ual release device for activation shall be located not more 
than 4 ft (1.2 m) above the floor. 


2-10.3.7 All devices for shutting down supplementary equip- 
ment shall be integral parts of the system and shall function 
with the system in operation. 


2-10.3.8 All manual devices shall be identified as to the hazard 
they protect. 


2-10.4 Control Equipment. 


2-10.4.1 Electrical Control Equipment. Automatic control 
equipment shall be listed and installed in accordance with 
NFPA 72, National Fire Alarm Code. 


2-10.4.2 Listing. The control unit shall be listed for release 
device service. 


2-10.4.3. Pneumatic Control Equipment. 


2-10.4.3.1* Pneumatic control lines shall be protected against 
crimping and mechanical damage. 


2-10.4.3.2 Pneumatic control lines used to activate the system 
shall be supervised. 


Exception No. 1: Pneumatically operated control lines immediately 
adjacent to the pressurizing source are not required to be supervised. 


Exception No. 2: Pneumatic control lines from master to slave cylin- 
ders that ave located in close proximity to one another are not required 
to be supervised. 


2-10.4.3.3 The control equipment shall be specifically listed 
for the number and type of actuating devices utilized, and 
their compatibility shall have been listed. 


2-11* Unwanted System Operation. Care shall be taken to 
thoroughly evaluate and correct any factors that could result 
in unwanted system discharge. 


2-12 Compatibility. All components of pneumatic, hydraulic, 
or electrical systems shall be compatible. 
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Chapter 3 System Requirements 


3-1 General. Water mist systems shall be described by the fol- 
lowing four parameters: 


(1) System application 

(2) Nozzle type 

(3) System operation method 
(4) System media type 


3-2 System Applications. System applications shall consist of 
one of the following three categories: 


(1) Local-application systems 
(2) Total compartment application systems 
(3) Zoned application systems 


3-2.1 Local-Application Systems. Local-application systems 
are designed and installed to provide complete distribution of 
mist around the hazard or object to be protected. 


3-2.1.1 Local-application systems shall be designed to protect 
an object or a hazard in an enclosed, unenclosed, or open out- 
door condition. 


3-2.1.2 Local-application systems shall be actuated by auto- 
matic nozzles or by an independent detection system. 


3-2.2_ Total Compartment Application Systems. 


3-2.2.1 Total compartment application systems are designed 
and installed to provide complete protection of an enclosure 
or space. 


3-2.2.2* The complete protection of an enclosure or space 
shall be achieved by the simultaneous operation of all nozzles 
in the space by manual or automatic means. 


3-2.3 Zoned Application Systems. Zoned application systems 
are a subset of the compartment system and are designed to 
protect a predetermined portion of the compartment by the 
activation of a selected group of nozzles. 


3-2.3.1 Zoned application systems shall be designed and 
installed to provide complete mist distribution throughout a 
predetermined portion of an enclosure or space. This shall be 
achieved by simultaneous operation of a selected group of 
nozzles in a predetermined portion of the space by manual or 
automatic means. 


3-2.3.2 Zoned application systems shall be actuated by auto- 
matic nozzles or by an independent detection system. 


3-3 Nozzle Types. Water mist nozzles shall be classified as 
one of the following three types: 


(1) Automatic 
(2) Nonautomatic 
(3) Hybrid 


3-4 System Operation Methods. Water mist systems shall 
operate by means of one of the following methods: 


(1) Deluge 
(2) Wet pipe 
(3) Preaction 
(4) Dry pipe 


3-4.1 Deluge Systems. Deluge systems shall employ nonauto- 
matic nozzles (open) attached to a piping network connected 
to the fluid supply(ies) through a valve controlled by an inde- 
pendent detection system installed in the same area as the mist 
nozzles. When the valve(s) is activated, the fluid shall flow into 


the piping network and discharge from all nozzles attached 
thereto. 


3-4.2 Wet Pipe Systems. Wet pipe systems shall employ auto- 
matic nozzles attached to a piping network pressurized with 
water up to the nozzles. 


3-4.3 Preaction Systems. Preaction systems shall employ auto- 
matic nozzles attached to a piping network containing a pres- 
surized gas with a supplemental, independent detection system 
installed in the same area as the nozzles. Operation of the detec- 
tion system shall actuate a tripping device that opens the valve, 
pressurizing the pipe network with water to the nozzles. 


3-4.4 Dry Pipe Systems. Dry pipe systems shall employ auto- 
matic nozzles attached to a piping network containing a pres- 
surized gas. The loss of pressure in the piping network shall 
activate a control valve, which causes water to flow into the pip- 
ing network and out through the activated nozzles. 


3-5* Media System Types. Water mist systems shall be classi- 
fied by two media system types: 


(1) Single fluid 
(2) Twin fluid 


Chapter 4 Installation Requirements 


4-1 General. This chapter provides requirements for the cor- 
rect installation of water mist system components. 


4-1.1 All listed materials and devices shall be installed in 
accordance with their listing. All other materials and devices 
shall be installed in accordance with the system design man- 
ual. Systems installed in corrosive environments shall comply 
with 2-1.3. 


4-1.2 System components shall be located, installed, or suit- 
ably protected so they are not subject to mechanical, chemical, 
or other damage that could render them inoperative. 


4-1.3. Manufacturers shall provide installation and testing pro- 
cedures to ensure that the system is installed and will operate 
as intended. 


4-2 Nozzles. 


4-2.1 General. Nozzles shall be installed in accordance with 
the manufacturer’s listing. 


4-2.2 Nozzle Height Limitations. The minimum and maxi- 
mum heights shall be in accordance with the manufacturer’s 
listing. 


4-2.3 Nozzle Spacing Limitations. The minimum and maxi- 
mum distances between nozzles shall be in accordance with 
the manufacturer’s listing. 


4-2.4 Distance from Walls. The minimum and maximum dis- 
tance from nozzles to walls or partitions shall be in accordance 
with the manufacturer’s listing. 


4-2.5 Obstructions to Nozzle Discharge. The location of noz- 
zles with respect to obstructions shall be in accordance with 
the manufacturer’s listing. 


4-2.6 Distance Below Ceilings. The distance between the 
nozzle and the ceiling shall be in accordance with the range 
(minimum and maximum) identified in the manufacturer’s 
listing. 
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4-2.7 Spacing under Pitched or Curved Surfaces. The dis- 
tance between nozzles in or under a pitched or curved surface 
shall be in accordance with the manufacturer’s listing. 


4-2.8 Nozzle Protection. Nozzles subject to mechanical dam- 
age shall be protected with listed guards. Guards shall not sig- 
nificantly reduce the effectiveness of the nozzle. 


4-2.9 Escutcheon Plates. 


4-2.9.1 Escutcheon plates used in a recessed or flush-type noz- 
zle installation shall be a part of a listed nozzle assembly. 


4-2.9.2 Nonmetallic escutcheon plates shall be listed. 
4-2.10 Thermally Activated Nozzle Temperature Ratings. 
4-2.10.1 Ordinary temperature nozzles shall be used. 


Exception No. 1: Where maximum ceiling temperatures exceed 100°F 
(38°C), nozzles with temperature ratings in accordance with the max- 
imum ambient temperatures of Table 2-6.6 shall be used. 


Exception No. 2: High temperature nozzles shall be permitted to be 
used throughout. 


Exception No. 3: Nozzles of intermediate and high temperature classi- 
fications shall be installed in specific locations as required by 4-2. 10.2. 


4-2.10.2 The following practices shall be observed to provide 
nozzles of other than ordinary temperature classification 
unless other temperatures are determined or unless high tem- 
perature nozzles are used throughout [see Tables 4-2.10.2(a) 
and (b) and Figure 4-2.10.2]. 


(a) Nozzles in the high temperature zone shall be of the 
high temperature classification, and nozzles in the intermedi- 
ate temperature zone of the intermediate temperature classi- 
fication. 


(b) Nozzles located within 12 in. (305 mm) to one side or 
30 in. (762 mm) above an uncovered steam main, heating 
coil, or radiator shall be of the intermediate temperature 
classification. 


(c) Nozzles within 7 ft (2.1 m) of a low pressure blowoff 
valve that discharges free in a large room shall be of the high 
temperature classification. 


(d) Nozzles under glass or plastic skylights exposed to the 
direct rays of the sun shall be of the intermediate temperature 
classification. 


(e) Nozzles in an unventilated, concealed space, under an 
uninsulated roof, or in an unventilated attic shall be of the 
intermediate temperature classification. 


(f) Nozzles in unventilated show windows having high- 
powered electric lights near the ceiling shall be of the interme- 
diate temperature classification. 


(g) Nozzles protecting commercial-type cooking equip- 
ment and ventilation systems shall be of the high or extra high 
temperature classification as determined by use of a tempera- 
ture measuring device. 


4-2.10.3 In case of occupancy change involving temperature 
change, the nozzles shall be changed accordingly. 
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FIGURE 4-2.10.2 High temperature and intermediate tem- 
perature zones at unit heaters. 


High 
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For SI units: 1 in. = 25.4 mm; 1 ft = 0.31 m. 


4-3 Pipe and Tubing. 


4-3.1 Piping and tubing for water mist systems shall be 
installed in accordance with the manufacturer’s installation 
manual. 


4-3.1.1 All water and atomizing media piping and tubing for 
water mist systems shall be installed in accordance with ANSI 
B31.1, Power Piping Code. 


Exception No. 1: Piping in low pressure systems installed in accor- 
dance with NFPA 13, Standard for the Installation of Sprinkler Sys- 
tems. This exception does not apply to piping conveying atomizing 
media. 


Exception No. 2: Piping installed in accordance with a water mist sys- 
tem listing where the sting provides installation criteria different from 
ANSI B31.1, Power Piping Code. 


4-3.1.2 All system piping, tubing, and hose shall be rated for 
the maximum working pressure to which they are exposed. 


4-3.1.3 Any flexible piping, tubing, hose, or combination 
thereof shall be constructed and installed in accordance with 
the manufacturer’s listing. 


4-3.2 Piping Support. The system piping shall be supported 
by structural elements that are independent of the ceiling 
sheathing to prevent lateral and horizontal movement upon 
system actuation. 


4-3.3 System Drainage. All system piping and fittings shall be 
installed so that the entire system can be drained. 
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Table 4-2.10.2(a) Temperature Ratings of Nozzles Based on Distance from Heat Sources 


Type of Heat Condition Ordinary Degree Rating 


Intermediate Degree Rating 


High Degree Rating 


1. Heating Ducts 
(a) Above 
(b) Side and below 
(c) Diffuser 


More than 2 ft 6 in. 
More than | ft 0 in. 


Any distance except as shown 
under Intermediate Degree 
Rating column 


2 ft 6 in. or less 
1 ft 0 in. or less 


Downward Discharge: Cylin- 
der with | ft 0 in. radius from 
edge, extending 1 ft 0 in. below 
and 2 ft 6 in. above Horizontal 
Discharge: Semi-cylinder with 
2 ft -6 in. radius in direction of 
flow, extending 1 ft 0 in. below 
and 2 ft 6 in. above. 


2. Unit heater 


(a) Horizontal discharge 


(b) Vertical downward dis- 
charge 


Discharge Side: 7 ft 0 in. to 20 
ft 0 in. radius pie-shaped cylin- 
der [see Figure 4-10.2] extend- 
ing 7 ft 0 in. above and 2 ft 0 in. 
below heater; also 7 ft 0 in. 
radius cylinder more than 7 ft 
0 in. above unit heater 


7 ft 0 in. radius cylinder 
extending upward from an ele- 
vation 7 ft 0 in. above unit 
heater 


7 ft 0 in. radius cylinder 
extending 7 ft 0 in. above and 
2 ft 0 in. below unit heater 


7 ft 0 in. radius cylinder 
extending from the top of the 
unit heater to an elevation 7 ft 
0 in. above unit heater 


3. Steam mains (uncovered) 
(a) Above 
(b) Side and below 
(c) Blowoff valve 


More than 2 ft 6 in. 
More than | ft 0 in. 
More than 7 ft 0 in. 


Table 4-2.10.2(b) Ratings of Nozzles in Specified Locations 


2 ft 6 in. or less 
1 ft 0 in. or less 


7 ft 0 in. or less 


Location Ordinary Degree Rating Intermediate Degree Rating High Degree Rating 
Skylights Glass or plastic 
Attics Ventilated Unventilated 
Peaked roof: Metal or thin Ventilated Unventilated 


boards, concealed or not con- 
cealed, insulated or uninsu- 
lated 

Flat roof: Metal, concealed; Ventilated or unventilated 
insulated or uninsulated 


Flat roof: Metal, concealed, Ventilated 
insulated or uninsulated 
Show Windows Ventilated 


4-3.4 Location of Hangers and Supports. Hangers and sup- 
ports shall be located in accordance with the system’s design 
manual. 


Exception: For low pressure and intermediate systems, steel pipe and 
copper tubing shall be supported in accordance with NFPA 13, Stan- 
dard for the Installation of Sprinkler Systems. 


Note: For uninsulated roof, cli- 
mate and occupancy may 
necessitate intermediate noz- 
zles. Check on job. 


Unventilated 


Unventilated 


4-3.4.1 The length of an unsupported arm over to a nozzle 
shall not exceed 2 ft (0.6 m) for steel pipe or 1 ft (0.3 m) for 
steel tubing. 


4-3.5 Protection of System Components against Damage 
where Subject to Earthquakes. Where subject to earthquakes, 
water mist systems shall be protected to prevent pipe breakage 
in accordance with 4-14.4.3 of NFPA 13, Standard for the Instal- 
lation of Sprinkler Systems. 
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4-4 Fittings. 


4-4.1 All system fittings shall be installed in accordance with 
the manufacturer’s listing. 

Exception: All fittings installed in low pressure water mist systems 
shall conform to NFPA 13, Standard for the Installation of Sprinkler 
Systems. 


4-4.2 All fittings shall be rated for the maximum working pres- 
sure to which they are exposed. 


4-5 Gas and Water Storage Containers. 


4-5.1 Storage containers shall be installed, mounted, and 
braced in accordance with the manufacturer’s listing. 


4-5.2 Storage containers and accessories shall be installed so 
that inspection, testing, recharging, and other maintenance are 
facilitated and interruption to protection is held to a minimum. 


4-5.3* Storage containers shall be located as close as possible 
to the hazard or within the hazards they protect and shall not 
be exposed to fire or mechanical damage in a manner that 
affects performance. 


4-5.4 Protection. 


4-5.4.1 Storage containers shall be protected from severe 
weather conditions and from mechanical, chemical, or other 
damage. 


4-5.4.2 Where excessive climatic or mechanical exposures are 
expected, guards or enclosures shall be provided. 


4-5.5 High Pressure Storage Containers. 


4-5.5.1 High pressure containers or cylinders shall be con- 
structed, tested, and marked in accordance with recognized, 
international standards, such as the U.S. Department of Trans- 
portation, 49 CFR, 171-190, 178.36-178.37, specifications (in 
effect upon date of manufacture and test) for DOT-3A, 3AA- 
1800, or higher, seamless steel cylinders. Charged cylinders 
shall be tested for tightness before shipment in accordance 
with an approved procedure. 


4-5.5.2 Where manifolded, cylinders shall be mounted and 
supported in a rack provided for this purpose, including facil- 
ities for convenient, individual servicing or weighing of con- 
tents. When any cylinder is removed for maintenance, 
automatic means shall be provided to prevent leakage from 
the manifold if the system is operated. 


4-5.5.3 Storage temperatures shall be maintained within the 
range specified in the manufacturer’s listing. External heating 
or cooling shall be an approved method to keep the tempera- 
ture of the storage container within desired ranges. 


4-5.5.4 Containers shall be secured with manufacturer-listed 
supports to prevent container movement and possible physi- 
cal damage. 


4-5.6 Low Pressure Storage Cylinders. 


4-5.6.1 The pressure container shall be made, tested, 
approved, equipped, and marked in accordance with the cur- 
rent specifications of the ASME Boiler and Pressure Vessel Code, 
Section VIII, or the requirements of U.S. Department of 
Transportation, 49 CFR, 171-190, 178.36-178.37, or other 
approved international standards. The design working pres- 
sure shall be in accordance with the manufacturer’s listing. 
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Exception: Pressure containers for heated water mist systems shall be 
in accordance with the manufacturer's listing. 


4-5.6.2 Each pressure container shall be equipped with a liq- 
uid level gauge, a pressure gauge, and a high/low pressure 
supervisory alarm set at the values identified in the manufac- 
turer’s listing. 


Exception: Media storage containers that become pressurized only dur- 
ing system activation shall not require high/low pressure supervisory 
alarms. 


4-5.7 Storage temperatures shall be maintained within the 
range specified in the manufacturer’s listing. External heating 
or cooling shall be an approved method to keep the tempera- 
ture of the storage container within desired ranges. 


4-5.8 Containers shall be secured with manufacturer-listed 
supports to prevent container movement and possible physi- 
cal damage. 


4-6 Pumps and Pump Controllers. 


4-6.1* Pumps shall be sized to meet the required system water 
flow rate, at the minimum system pressure, as determined by 
hydraulic calculations. 


4-6.2 Pumps shall start automatically and shall supply water to 
the water mist system until manually shut off or automatically 
shut off in accordance with the manufacturer’s listing. 


4-6.3 Pumps shall be provided with supervisory service from a 
listed central station, proprietary, or remote station system or 
equivalent. 


Exception: Pumps for single family dwellings. 


4-6.4 Pumps shall be equipped with a test fitting or hose out- 
let on the discharge side of the pump to facilitate the annual 
full flow pump test required in Table 10-2(b). 


4-7 Strainers and Filters. Strainers and filters shall be pro- 
vided at all water supply connections in accordance with Chap- 
ter 7. Filters and strainers shall be installed to minimize 
potential head loss due to accumulation of particulates. 


4-8 Valves and Pressure Gauges. 
4-8.1 General. 


4-8.1.1 All valves shall be installed in accordance with the 
manufacturer’s listing. 


4-8.1.2 Valves having components that extend beyond the 
valve body shall be installed in a manner that does not inter- 
fere with the operation of any system components. 


4-8.1.3 All valves shall be listed for their particular application 
and installation. 


Exception: Valves forming part of a listed system. 


4-8.1.4 All control, drain, and test connection valves shall be 
provided with permanently marked, weatherproof, metal or 
rigid plastic identification signs. The sign shall be secured by 
corrosion-resistant wire or chain or by other approved means. 


4-8.1.5 System valves and gauges shall be installed such that 
they are accessible for operation, inspection, and maintenance. 


4-8.1.6 At least one listed indicating valve shall be installed in 
each source of water supply. 


Exception: Systems with a single water supply source composed of a 
self-contained system (cylinders, containers). 
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4-8.1.7 Valves on connections to water supplies, sectional con- 
trol valves, and other valves in supply pipes to nozzles shall be 
locked open or equipped with tamper-monitoring devices. 


Exception:* Normally closed, automatic water control valves. 
4-8.2 Control and Activation Valves. 


4-8.2.1 Control and activation valves shall include any device 
or valve that automatically opens to supply water to the nozzles 
after the detection of a fire. 


4-8.2.2 Control and activation valves shall operate by an 
approved mechanical, electrical, or pneumatic means. 


4-8.2.3 Control and activation valves shall be installed such 
that they are not subject to mechanical, chemical, or other 
damage that would render them inoperative. 


4-8.3 Pressure Regulating and Pressure Relief Valves. 
4-8.3.1 Water Pressure Regulating Valves. 


4-8.3.1.1 Pressure regulating valves shall be installed in any 
portion of the system where the potential exists for the system 
pressure to exceed the maximum-rated working pressure of 
the system or system components, or both. These valves shall 
open when the system pressure reaches 95 percent of the sys- 
tem-rated pressure. 


4-8.3.1.2 A relief valve of not less than !/, in. (13 mm) shall be 
provided on the discharge side of the pressure regulating valve 
that is set to operate at a pressure not exceeding the system- 
rated pressure. 


4-8.3.1.3 A listed indicating valve shall be provided on the 
inlet side of each pressure reducing valve. 


Exception: A listed indicating valve shall not be required where the 
pressure regulating valve meets the listing requirements for use as an 
indicating valve. 


4-8.3.1.4 A water flow test valve that is sized to produce the 
designed flow of the pressure reducing valve shall be installed 
on the downstream side of the pressure reducing valve. 


4-8.3.1.5 A sign indicating the correct discharge pressure for 
static and residual pressures shall be attached to the pressure 
reducing valve. 


4-8.3.2 Compressed Gas Pressure Regulating Valves (PRVs). 


4-8.3.2.1  PRVs shall be installed in accordance with the man- 
ufacturer’s listing. 


4-8.3.2.2 PRVs shall be installed when the supply pressure is 
higher than the design operating pressure of the water mist 
system. 


4-8.3.2.3, PRVs shall be capable of providing a stable regulat- 
ing output at the rated flow capacity and design set point over 
the full range of input pressures that will be experienced over 
the course of the discharge period. 


4-8.3.2.4 Downstream pressure drift under no-flow condi- 
tions shall not exceed the lesser of the downstream compo- 
nents pressure rating or the pressure relief valve set point, if 
provided. 


4-8.3.2.5 Pressure set, point-adjusting mechanisms on the 
PRVs shall be tamper resistant, and the adjustment shall be 
indicated by a permanent marking. A means to indicate evi- 
dence of tampering shall be provided. 


4-8.3.2.6 The PRVs set point shall be set by the manufacturer. 


4-8.3.2.7 Permanent markings shall indicate the inlet and out- 
let connections of the PRVs. 


4-8.4 Check Valves and Backflow Preventers. 


4-8.4.1 Check valves shall be installed in accordance with the 
manufacturer’s listing. 


4-8.4.2 A check valve shall be installed between the system and 
the point of permanent connection to a potable water supply. 


Exception: Where additives are used in the water mist system, either by 
injection into flowing lines or by premixing into stored water sources, 
a backflow preventer shall be installed between the system control valve 
or stored water supply and a permanent connection to a potable water 
supply. 

4-8.4.3 Check valves shall be installed in the main feed lines, 
near the control valves of both the water and pneumatic sys- 
tem piping of a twin-fluid system, to prevent the backflow of 
water or atomizing fluid into the companion piping. 


4-8.5 Pressure Gauges. 


4-8.5.1 Pressure gauges shall be installed in the following loca- 
tions: 


(1) On both sides of a pressure regulating valve 

(2) On the pressurized side of all supply connections 

(3) On the pressurized side of all system control valves 
(4) On all pressurized storage containers 

(5) On all air supplies for dry pipe and preaction systems 


4-8.5.2 The required pressure gauges shall be compatible 
with their intended use and shall have an operating range not 
less than twice the working pressure of the system. 


4-9 Electrical Systems. 
4-9.1 Electrical Equipment. 


4-9.1.1 Water mist systems shall be installed in accordance 
with the requirements of NFPA 70, National Electrical Code. 


4-9.1.2* All signaling system circuits and wiring shall be 
installed in accordance with NFPA 72, National Fire Alarm Code. 


4-9.1.3* All signaling line circuits and wiring shall be installed 
in accordance with NFPA 72, National Fire Alarm Code, Style 6. 


4-9.2 Control Equipment. 


4-9.2.1 Electrical fire detection and control equipment used 
to activate water mist systems shall be installed in accordance 
with NFPA 70, National Electrical Code; NFPA 72, National Fire 
Alarm Code or other approved, recognized standards; and the 
manufacturers’ recommendations. 


4-9.2.2 All circuitry that is monitoring or controlling the water 
mist system shall be electrically supervised in accordance with 
NFPA 72, National Fire Alarm Code. 


4-9.2.3 Approved primary and 24-hour minimum standby 
sources of energy shall be used to provide for the operation of 
the detection, signaling, control, and actuation requirements 
of the system. 


4-9.2.4 Alarms shall be provided to indicate system waterflow 
and system trouble. Trouble and supervisory signals shall 
include power failure, operation (closing) of monitored valvy- 
ing, and electrical faults in the detection/activation of pump 
power control systems. These alarms shall be both visible and 
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audible inside the protected space, at the location of the pri- 
mary system components (e.g., pumps, storage tanks), and in 
a continuously attended location. The system activation alarm 
shall be distinctly different from the system trouble signal to 
prevent confusion. 


4-9.3 Fire Detection. 


4-9.3.1* Where electrically operated automatic fire detection 
systems are used, the installation shall be in accordance with 
NFPA 72, National Fire Alarm Code. 


4-9.3.2 Approved primary and 24-hour minimum standby 
sources of energy shall be used to provide for operation of the 
detection, signaling, control, and actuation requirements of 
the system. 


4-9.3.3 Where a new water mist system is installed in a space 
that has an existing detection system, an analysis shall be made 
of the detection devices to ensure that the detection system 
meets the requirements of the water mist system listing and 
that the detection system is in operating condition. 


4-9.4 Automatic and Manual Activation. 


4-9.4.1 A means of automatic operation of the water mist sys- 
tem shall be provided. This shall be accomplished by means of 
automatic nozzles (independently thermally activated), auto- 
matic group control valves, or an independent automatic fire 
detection system, coupled with a listed system activation panel. 


Exception: Manuatl-only actuation shall be permitted if approved by 
the authority having jurisdiction. 


4-9.4.2 A means of manual release of the system shall be 
installed and arranged in accordance with 2-10.3. 


4-10 Test Connections. 


4-10.1* A test connection shall be provided at the most 
hydraulically remote point on the water mist system. The 
inside diameter shall not be less than the largest orifice diam- 
eter used in the water mist system. Discharge from the test con- 
nection shall be piped to a safe discharge location. 


Exception: Where occupancy conditions prohibit water from being dis- 
charged from the most hydraulically remote point, a test connection 
shall be provided immediately upstream of each hazard area protected. 


Chapter 5 Design Objectives and Fire Test Protocols 


5-1* General. Water mist protection systems shall be 
designed and installed in accordance with their listing for the 
specific hazards and protection objectives specified in the list- 
ing. The characteristics of the specific application (compart- 
ment variables and hazard classification) shall be consistent 
with the listing of the system. An evaluation of the compart- 
ment geometry, fire hazard, and system variables described in 
this chapter shall be performed to ensure that the system 
design and installation are consistent with the system listing. 


5-2* Listing Evaluations. 


5-2.1 Scope. Listing of water mist fire protection systems shall 
be based on a comprehensive evaluation designed to include 
fire test protocols, system components, and the contents of the 
manufacturer’s design and installation manual. 


5-2.2* Fire Test Protocols. Fire test protocols shall be 
designed to address performance objectives of the application 
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specified in the listing, and the application parameters 
described in Section 5-4. 


5-2.3 Application Parameters. Application parameters are 
the features that define an application. Application parame- 
ters shall include compartment variables (such as height, vol- 
ume, obstructions, and ventilation), fire hazard (fuel type and 
configuration), and occupancy, with consideration of perfor- 
mance objectives specific to the application. 


5-2.4 Applicability. Fire test protocols shall be designed to 
replicate the range of the application parameters associated 
with a particular hazard or occupancy. The system hardware 
shall be listed for the intended application. 


5-2.5 Testing. Test protocols shall be conducted to verify the 
working limits and installation parameters of the system and 
its components, as described in the manufacturer’s design and 
installation manual. 


5-2.6 Design and Installation Manual. The system design and 
installation manual evaluated by the listing tests shall identify 
the working limits and parameters of the system, the fire haz- 
ards, and the range of compartment variables for which the 
listing is applicable. It shall also include recommended instal- 
lation, testing, inspection, and maintenance procedures and 
by reference the requirements of NFPA 750, Standard on Water 
Mist Five Protection Systems. 


5-3 Performance Objectives. 


5-3.1* Fire Performance Objectives. The fire-fighting per- 
formance objectives of a water mist system shall be described 
using at least one of the following three terms: 


(1) Control 
(2) Suppression 
(3) Extinguishment 


5-3.1.1 Fire Control. Fire control shall be measured using 
three basic approaches: 


(1) A reduction in the thermal exposure to the structure, 
where the primary objective is to maintain the structural 
integrity of the building (e.g., prevent flashover) 

(2) A reduction in the threat to occupants, where the pri- 
mary objective is to minimize the loss of life 

(3) A reduction in a fire-related characteristic, such as heat 
release rate, fire growth rate, or spread to adjacent 
objects 


5-3.1.2 Fire Suppression. Fire suppression is the sharp reduc- 
tion in the heat release rate of a fire and the prevention of its 
regrowth by a sufficient application of water mist. 


5-3.1.3 Fire Extinguishment. Fire extinguishment is the 
complete suppression of a fire until there are no burning 
combustibles. 


5-4 Application Parameters. 


5-4.1* Compartment Variables. Compartment variables shall 
include both the geometry of the compartment and the venti- 
lation conditions in the compartment. 


5-4.1.1 Compartment Geometry. The compartment geome- 
try (floor area, compartment volume, ceiling height and 
aspect ratio) shall be considered when designing such param- 
eters as nozzle locations, system flow rate, and total water use 
needs of the system. 
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5-4.1.2 Ventilation. Ventilation considerations shall include 
both natural and forced ventilation parameters. 


5-4.1.2.1* Natural Ventilation. The number, size, and loca- 
tion of the openings in the space (e.g., door, windows) shall be 
addressed in the design and installation of the system. In some 
cases, special precautions are necessary to minimize the effects 
of these openings. These precautions include, but are not lim- 
ited to, automatic door closures and water mist curtains. 


5-4.1.2.2 Forced Ventilation. The magnitude of the forced 
ventilation in the compartment shall be addressed in the 
design and installation of the water mist system. In some cases, 
consideration shall be given to shutting down the forced ven- 
tilation prior to mist system activation. 


5-4.2 Fire Hazard Classification. The fire hazard shall be 
classified by both the combustible loading and fuel type. 


5-4.2.1 Combustible Loading. A fire hazard analysis shall be 
conducted to determine both the design parameters of the 
water mist system and the type of detection and activation 
scheme employed by the system. The system shall be based on 
the fuel type, combustible loading, and anticipated fire growth 
rate as well as the desired fire-fighting performance objectives. 


5-4.2.2 Fuel Type. Overall fire hazard is directly related to 
the type and quantity of the fuel present in a space. The ease 
of ignition and reignition of the fuel, the fire growth rate, and 
the difficulty of achieving control, suppression, extinguish- 
ment, or any combination thereof, shall be considered when 
selecting or designing a water mist system. 


5-4.2.2.1 Class A Fires. Fuel loading and configuration shall 
be considered when selecting and designing a system to pro- 
tect a space or area containing Class A materials. If fire extin- 
guishment is desired, consideration shall be given to the 
potential for deep-seated fires as well as to the potential for 
smoldering fires. 


5-4.2.2.2 Class B Fires. The hazard associated with Class B 
fires is related primarily to the fuel loading, fuel configura- 
tion, flashpoint, and burning rate of the fuel. Preburn time 
also affects the overall characteristics of the fire. Class B fires 
are grouped into two categories: two-dimensional pool fires 
and three-dimensional spray and running fuel fires. The 
parameters associated with each category are as follows: 


(a) Class B two-dimensional fires: 


(1) Fuel loading and configuration 
(2) Fuel flashpoint 
(3) Preburn time pool/spill size 


(b) Class B three-dimensional fires: 


(1) Fuel loading and configuration 
(2) Fuel flashpoint 

(3) Preburn time 

(4) Cascade/running fuel fires 
(5) Fuel flow rate 

(6) Fire configuration 

(7) Spray fires 

(8) Fuel line pressure 

(9) Fuel spray angle 

(10) Fuel spray orientation 

(11) Reignition sources 


When designing and installing water mist systems to pro- 
tect Class B hazards, the parameters specified in 5-4.2.2.2(a) 
and (b) shall be considered. 


5-4.2.2.3 Class C Fires. Electrical conductivity of water and 
water mist shall be addressed when considering applications 
where the primary fire is a Class C fire. 


5-4.2.2.4 Combination Fires. Combinations in fuel loadings 
and hazards shall be addressed. 


5-4.3 Fire Location. The location of the fuel in the space shall 
be considered when selecting and designing a water mist sys- 
tem. Some of the locations of concern include the following: 


(1) Fuel located at higher elevations in the space 
(2) Fuel located in close proximity to vent openings 
(3) Fuel located in the corners of the space 

(4) Fuel stacked against walls 


5-4.4 Obstructions and Shielding. Water mist nozzles shall be 
positioned to distribute mist to all locations in the area or 
around the object being protected. The presence of obstruc- 
tions and the potential for shielding of misting spray patterns 
shall be evaluated to ensure that the system performance is 
not affected. 


5-5* Reliablility. See Appendix D. 


Chapter 6 Calculations 


6-1 General. System flow calculation procedures for water 
mist systems shall be in accordance with Section 6-2. 


Exception No. 1: Hydraulic calculations for systems with no additives 
and with working pressures not exceeding 175 psi (12 bar) shall be per- 
mitted to be performed using the method provided in Section 6-3. 
Exception No. 2: Calculations for piping carrying atomizing media in 
twin-fluid systems shall be performed in accordance with Section 6-4. 


6-1.1* Where any modification is made that alters the system 
flow characteristics of an existing, engineered water mist sys- 
tem, system flow calculations shall be furnished indicating the 
previous design, volume, and pressure at points of connec- 
tion, and calculations also shall be provided to indicate the 
effect on existing systems. 


6-1.2 Pre-engineered systems shall not be modified outside 
the limits of the listing. 


6-2* Darcy-Weisbach Calculation Method for Intermediate 
and High Pressure, Single Fluid, Single Liquid Phase Systems. 


6-2.1 Pipe friction losses shall be determined using the formu- 
lae in Table 6-2.1. 


Exception: Hydraulic calculations can be performed using the Hazen- 
Williams calculation method for intermediate and high pressure systems 
having a minimum 3/4 in. (20 mm) pipe size, provided that the maxi- 
mum flow velocity through the system piping does not exceed 25 ft/sec 
(7.6 m/s). 


6-2.2 Figure 6-2.2 (moody diagram) shall be used to deter- 
mine the value of the friction factor, f in the Darcy-Weisbach 
equation, where the Reynolds number and relative roughness 
are calculated as shown in Table 6-2.1, using coefficients pro- 
vided in Tables 6-2.2(a) and 6-2.2(b). 
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Table 6-2.1 Darcy-Weisbach and Associated Equations for Pressure Loss in Intermediate and High Pressure Systems 


U.S. Custom Units 


SI Units 


Darcy-Weisbach equation: 


2 
Ap = 0.000216 Lp 
@ 


Reynolds number: 
Re = 50.622 
om 


Relative roughness: 


; € 
relative roughness = D 


2 
Afim = 2.252 LPR 


where: 


& 
Il 


friction loss (psi gauge) 
= length of pipe (ft) 


| 


= friction factor (psi/ft) 

= flow (gpm) 

internal pipe diameter (in.) 

= internal pipe diameter (ft) 

= pipe wall roughness (ft) 

= weight density of fluid (Ib/ft*) 


SeROU™b AOE 
Il 


= absolute (dynamic) viscosity [centipoise (cP) ] 


FIGURE 6-2.2 Moody diagram. 


EO M AOD 
Il 


@ 
Re = 21.22 & 
mn 
: € 
relative roughness = a 
where: 
Afm = friction loss (bar gauge) 


length of pipe (m) 

friction factor (bar/m) 

flow (L/min) 

internal pipe diameter (mm) 

pipe wall roughness (mm) 

weight density of fluid (kg/m?) 

absolute (dynamic) viscosity [centipoise (cP) ] 


Relative roughness (=) 


0.10 
0.09 Turbulent zone ===} —— 
Laminar — Critical ¢ Transition 
0.08 zone Zone Lone +Complete turbulence rough pipe 
0.05 
0.07 
0.04 
0.06 
0.03 
— 0.02 
Y 
Ls) 
3) 0.015 
0.04 ws 
a Be 0.01 
5 g 0.008 
xs) 
& 0.006 
= 0.03 t 
2 + 0.004 
Ss \ 0.003 
= 
ira 
4 0.002 
\ 0.0015 
0.02 T 0.001 
4 0.0008 
0.0006 
0.0004 
0.015 0.0003 
0.0002 
0.00015 
0.0001 
0.00008 
0.00006 
0.01 0.00004 
0.00003 
0.009 0.00002 
0.000015 
0.008 Ae Ae TN TET TT eT OTT TT TT titi TEA VT ae 0.00001 
108 2 3 456 8104 2 3 456 8105 2 3 456 8108 2 3 456 8107 2/3 456 8108 
Se 
Reynolds Number (Re) @ =-9:000005 
£ = 0.000001 
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Table 6-2.2(a) Recommended Values of Absolute Roughness 
or Effective Height of Pipe Wall Irregularities, for Use in 
Darcy-Weisbach Equation 


Design Value of € 
Pipe Material (New) ft mm 
Copper, copper nickel, 0.000 005 0.0015 
drawn tubing 
Stainless steel 0.000 15 0.045 


6-2.3 Minimum and maximum operating pressure at each 
nozzle shall be within the listed operating range. 

6-2.4 System piping shall be hydraulically designed to deliver 
the water flow requirements in accordance with the manufac- 
turer’s listing and the provisions of Chapter 5. 


6-3* Hazen-Williams Calculation Method (Low Pressure 
Systems). 


6-3.1 Working Pressure Limits. Hydraulic calculations for 
water mist systems with working pressures not exceeding 
175 psi (12 bar) shall be permitted to be performed using 
the Hazen-Williams calculation method. 


6-3.2 Friction Loss Formula. Friction losses for water-filled 
pipe shall be determined on the basis of the Hazen-Williams 
formula: 


_ 4.529 185 
Loo c 185 4 487 


where: 


P= frictional resistance (psi/ft of pipe) 
Q= flow (gpm) 

d= actual internal diameter of pipe (in.) 
C= friction loss coefficient 


For SI units: 


P,6.05—22——— x 10° 
m c 185 a 
where: 
P,, = frictional resistance (bar/m of pipe) 


Q», = flow (L/min) 
d, = actual internal diameter of pipe (mm) 
C= friction loss coefficient 


6-3.3 Velocity Pressure Formula. Velocity pressure for water- 
filled pipe shall be determined on the basis of the following 
formula: 


_ 0.001123 Q? 
erro 


P. 


U 


where: 


P, = velocity pressure (psi) 
Q = flow (gpm) 


D= inside diameter (in.) 


For SI units: 


2 
_ -7 Q 
P, = 5.61(10) ae 


where: 


P, = velocity pressure (bar) 
Q= flow (L/min) 
D= inside diameter (mm) 


6-3.4 Normal Pressure Formula. Normal pressure, P,, shall 
be determined on the basis of the following formula: 


where: 


P,, = normal pressure 

P,= total pressure [psi (bar) ] 

P,, = velocity pressure [psi (bar) ] 
6-3.5 Hydraulic Junction Points. Pressures at hydraulic junc- 
tion points shall balance within 0.5 psi (0.03 bar). The highest 


pressure at the junction point, and the total flows as adjusted, 
shall be used in the calculations. 


Table 6-2.2(b) Approximate Values of , Absolute (Dynamic) Viscosity, and p for Clean Water, over the Temperature Range 40°F 


to 100°F (4.4°C to 37.8°C) 


Weight Densi : 
Temperature of Water : ee ‘ia 
°F °C Ib/ft® kg/m? (Centipoise) 
40 4.4 62.42 999.9 1.5 
50 10.0 62.38 999.7 1.3 
60 15.6 62.34 998.8 1.1 
70 21.1 62.27 998.0 0.95 
80 26.7 62.19 996.6 0.85 
90 32.2 62.11 995.4 0.74 
100 37.8 62.00 993.6 0.66 
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Table 6-3.6.1 Equivalent Length of Pipe for Copper Fittings and Values 


Fittings Valves 
peas Standard Ell 90° Tee 
Standard Side Straight 
Size 90° 45° Branch Run Coupling {Ball Gate Butterfly | Check 

in. mm | ft m ft m ft m ft m ft m ft m ft m ft m ft m 
3h 9.53] 0.5 0.15 _ 1.5 0.46 — — —_ _ —_ 1.5 0.46 
VY, 12.7 1 0.31} 0.5 0.15) 2 0.61 _ — —_— —_— —_— 2 0.61 
Ye 15.88} 1.5 0.46] 05 015}; 2 0.61 —_ — —_— —_— —_— 2.5 0.76 
Vy 19.05} 2 0.61] 05 015} 3 0.91 — — — —_ _ 3 0.91 
1 25.4} 2.5 0.76] 1 0.31 | 4.5 1.37 —_ — 0.5 0.15 —_ — 4.5 1.37 
1¥% 31.75} 3 0.91 1 0.31] 5.5 1.68] 0.5 015] 0.5 0.15] 0.5 0.15 _— — 5.5 1.68 
1% 38.1 4 1.22) 15 046) 7 2.13) 0.5 0.15) 05 0.15) 0.5 0.15 _ _ 6.5 1.98 
2. 50.8] 5.5 1.68) 2 0.61 9 2.74} 0.5 0.15] 05 0.15] 05 0.15] 05 0.15] 7.5 2.29) 9 2.74 
2% 63.5] 7 2.13] 25 0.76] 12 3.66] 0.5 0.15] 0.5 0.15 —_ 1 0.31} 10 3.05) 11.5 3.51 
3 76.2} 9 2.74} 3.5 1.07} 15 4.57 1 0.31 1 0.31 — 1.5 0.46)15.5 4.72)14.5 4.42 
3% 88.9} 9 2.74] 3.5 1.07] 14 4.27 1 0.31 1 0.31 — 2 0.61 — 12.5 3.81 
4 101.6} 12.5 3.81 5 1.52] 21 6.40 1 0.31 1 0.31 —_ 2 0.61) 16 4.88} 18.5 5.64 
Note: 


1. Allowances are for streamlined, soldered fittings and recessed threaded fittings. For threaded fittings, double the allowances shown. 
2. The equivalent lengths presented in the table are based upon a C factor of 150 in the Hazen-Williams friction loss formula. The lengths shown 


are rounded to the nearest half foot. 


6-3.6 Equivalent Pipe Lengths of Valves and Fittings. 


6-3.6.1 Table 6-3.6.1 shall be used to determine the equivalent 
length of pipe for fittings and devices, unless the manufac- 
turer’s test data indicate that other factors are appropriate. 
For saddle-type fittings having friction loss greater than that 
shown in Table 6-3.6.1, the increased friction loss shall be 
included in hydraulic calculations. For internal pipe diame- 
ters that differ from copper tubing, the equivalent feet shown 
in Table 6-3.6.1 shall be multiplied by a factor derived from 
the following formula: 


4.87 


Actual inside diameter 
| = Factor 


Type K copper tube I.D. 


The factor thus obtained shall be modified further in 
accordance with Table 6-3.6.2. 


6-3.6.2 Table 6-3.6.1 shall be used with Hazen-Williams only 


where C= 150. For other values of C, the values in Table 6-3.6.1 
shall be multiplied by the factors in Table 6-3.6.2. 


Table 6-3.6.2 C Value Multiplier 


100 
0.472 


130 
0.767 


140 
0.880 


Value of C 
Multiplying Factor 


120 
0.662 


Note: The multiplying factor is based upon the friction loss through 
the fitting being independent of the C factor available to the piping. 


6-3.6.3 Specific friction loss values or equivalent pipe lengths 
for special valves, strainers, and other devices shall be made 
available to the authority having jurisdiction. 


6-3.6.4 Pipe friction loss shall be calculated in accordance 
with the Hazen-Williams formula C values from Table 6-3.6.4. 
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Table 6-3.6.4 Hazen-Williams C Values 


Pipe or Tube C Value! 
Plastic (listed per 2-3.2 or 150 
2-3.4.2) — all types 
Copper tube or stainless 150 


steel 


'The authority having jurisdiction is permitted to consider other C 
values. 


6-4 Pneumatic Calculation Procedures for Atomizing Media 
in Twin-Fluid Systems. 


6-4.1 Calculations shall be performed to determine the maxi- 
mum and minimum pneumatic pressures and flow rates (at 
standard temperature and pressure) at the atomizing media 
inlet of each twin-fluid nozzle in a multi-nozzle system. Maxi- 
mum and minimum pressures at each nozzle shall be within 
the performance tolerances for the nozzle, as provided by the 
nozzle manufacturer. The following iterative procedure is 
described as one approach. 


6-4.2 A pneumatic calculation procedure shall be based on 
standard engineering methods for sizing of compressed air 
piping systems. Air flow at each nozzle is dependent on water 
pressure at the same nozzle. To start the calculation, the air 
pressure and air flow rate at the hydraulically most remote 
nozzle shall be set at the optimum air pressure and flow rate 
for the corresponding water pressure and water flow rate at 
that nozzle. 


6-4.3 The initial water pressure condition at the most hydrau- 
lically remote nozzle shall be taken from hydraulic calcula- 
tions performed independently (i.e., treating the water piping 
as a single fluid system), using assumed nozzle discharges. 
Once the water pressure and flow rate at each nozzle are deter- 
mined, the corresponding required air pressure and flow rate 
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to allow the assumed water flow rate shall be estimated from 
information provided by the nozzle manufacturer. 


6-4.4 Having determined the nominal air pressure and flow 
requirements at each nozzle, the pneumatic piping system 
shall be calculated independently, to verify that the pipe sizes 
are adequate to provide the required pressure and flow at 
each nozzle location. Using the calculated pressures at each 
nozzle, the effect on the water discharge rate must be checked. 
If the water flow rate at the calculated air pressure is within 10 
percent of the assumed flow rate in 6-4.3, no correction is 
required. If not, the nozzle discharge shall be adjusted, and 
the hydraulic calculation of 6-4.3 shall be repeated. This pro- 
cedure is iterative, and must be repeated until calculated air 
and water pressures are within the desired range and ratio. 


6-4.5 The ratio of the air pressure to water pressure at each 
nozzle shall be maintained within 10 percent of the manufac- 
turer’s recommended operating ratio as provided by the noz- 
zle manufacturer. 


6-4.6 The results of the hydraulic and pneumatic calculations 
shall indicate the total water demand as a flow rate and pres- 
sure at the system supply point, and the total air flow rate (in 
scfm) and initial air pressure at the atomizing media supply 
point. 


Chapter 7 Water Supplies and 
Atomizing Media 


7-1 General. Unless otherwise specified, the following 
requirements shall apply to the water supplies, the atomizing 
media, and any additives necessary for fire-extinguishing per- 
formance. 


7-1.1 Every water mist system shall have at least one automatic 
water supply. 


7-1.2* Compressed gas or other atomizing medium, where 
used as part of a twin-fluid water mist system, shall be automat- 
ically supplied in concurrence with the water. 


7-2* Quantity. The minimum quantities of water, water addi- 
tives in listed concentrations (if used), and of atomizing media 
(if used) shall be capable of supplying the largest single haz- 
ard or group of hazards to be protected simultaneously. 


7-3* Duration. Design quantities of water, additives (if used), 
and of atomizing media (if used), shall be capable of supply- 
ing the system for a minimum of 30 minutes. Pumps suction 
supply shall be sized to supply the actual delivered flow rate for 
the required duration at the required pressure. 


Exception No. 1: For pre-engineered systems the design quantities of 
water, additives (if used) and of atomizing media (if used), shall be 
capable of two complete discharges, as required by the listing. 


Exception No. 2: Where the hazard has been evaluated by a fire pro- 
tection engineer using standard methods of fire hazard analysis, the 
water supply duration shall be determined by the specified performance 
characteristics of the water mist system. It shall be permitted for this 
method to result in water supply duration requirements greater than or 
less than those specified in Section 7-3. 


7-4 Reserve Supplies. 


7-4.1* A reserve supply shall be provided where the extin- 
guishing agent cannot otherwise be replaced within 24 hours 
following system operation. 


7-4.2 Where a reserve supply is provided, it shall be connected 
to the system piping at all times. Ifa manual changeover is nec- 
essary, the mechanism shall be accessible from outside of the 
protected space. 


7-4.3, Means shall be provided to prevent discharge of reserve 
supplies from open manifold connections when supplies are 
removed for servicing. 


7-5 Water Supplies. 
7-5.1* Water Quality. 


7-5.1.1 The water supply for a water mist system shall be taken 
from a source that is equivalent in quality to a potable source 
with respect to particulate and dissolved solids, or from a 
source of natural seawater. 


Exception No. 1: In areas which are normally occupied, liquid or dis- 
solved chemicals are permitted to be added to the water supplies in ac- 
cordance with the listing, provided they are used at concentrations for 
which the manufacturer can demonstrate to the satisfaction of the U.S. 
Environmental Protection Agency that no adverse toxilogical or physi- 
ological effects have been observed. 


Exception No. 2: For systems which protect normally unoccupied 
areas, liquid or dissolved chemicals are permitted to be added to the 
water supplies in accordance with the listing. 


7-5.1.2 A filter or strainer shall be provided at the supply side 
of each nozzle. 


Exception: Nozzles with multiple orifices and with minimum water- 
way dimensions greater than 800 wm per opening shall not be required 
to be provided with a strainer or filter at each nozzle. 


7-5.1.3 A filter or a strainer shall be provided at each water 
supply connection or system riser. The filter or strainer shall 
be installed downstream (on the system side) of all piping that 
is not corrosion resistant. Such strainers shall be provided with 
a cleanout port and shall be arranged to facilitate inspection, 
maintenance, and replacement. 


7-5.1.4 The maximum filter rating or strainer mesh opening 
shall be 80 percent of the minimum nozzle waterway dimen- 
sion. 


7-5.1.5 Systems that utilize nozzles with a minimum nozzle 
waterway dimension less than 51 wm shall be supplied with de- 
mineralized water. 


7-5.2 Pumps. 


7-5.2.1 Pumps supplying water mist systems shall be automat- 
ically controlled. 


7-5.2.2* Pumps supplying water mist systems shall be of suffi- 
cient capacity to meet the system demand. 

7-5.2.3 Supervision. Pumps supplying water mist systems 
shall be supervised for the conditions specified in 7-5.2.3.1 and 
7-5.2.3.2. 


7-5.2.3.1 Electric Pumps. Supervisory conditions shall include 
the following: 


(1) Pump running 
(2) Loss of power 
(3) Phase reversal 


7-5.2.3.2 Diesel-Driven Pumps. Supervisory conditions shall 
include the following: 


(1) Pump running 
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(2) Power failure 

(3) Controller not in automatic position 
(4) Low oil pressure 

(5) High water temperature 

(6) Failure to start/overcrank 

(7) Overspeed 

(8) Fuel level (set at 75 percent capacity) 


7-5.3 Tanks. 


7-5.3.1 Water tanks shall be arranged in accordance with 
NFPA 22, Standard for Water Tanks for Private Five Protection. 


7-5.3.2 Water tanks shall be supervised for the following 
conditions: 


(1) Water level 
(2) Water temperature (for tanks located in unheated areas) 
(3) Air pressure (for pressure tanks) 


7-5.4 Storage Containers. 


7-5.4.1 Storage containers and accessories shall be located 
and arranged to facilitate inspection, testing, recharging, and 
other maintenance. Interruption to protection shall be held 
to a minimum. 


7-5.4.2 Storage containers shall not be located where they are 
subject to severe weather conditions or to mechanical, chemi- 
cal, or other damage. 


7-5.4.3 Where excessive climatic or mechanical exposures are 
expected, approved safeguards or enclosures shall be provided. 


7-5.4.4 Storage containers shall be installed in accordance 
with the manufacturer’s installation manual. This shall 
include mounting the container on the appropriate mounting 
surface. 


7-5.4.5 Each pressurized container or cylinder shall be pro- 
vided with a safety device to release excess pressure. 


7-5.4.6 A reliable means shall be provided to indicate the 
pressure and level in all storage containers. 


Exception: Containers that will not be pressurized shall not be re- 
quired to have a pressure indicator. 


7-5.5* Fire Department Connection. A fire department con- 
nection shall be provided on the discharge side of the pressure 
source components. The connection to the system shall be 
made on the upstream (supply) side of the system strainer or 
filter. 


Exception No. 1: For systems with operating pressures in excess of 
175 psi (12 bar), the connection shall be made on the suction side of 
the pressure source components. 


Exception No. 2: Fire department connections shall not be required for 
systems protecting less than 2000 f? (200 m?). 


Exception No. 3: Fire department connections shall not be required for 
systems with operating pressures in excess of 175 psi (12 bar) and sup- 
plied only by storage cylinders. 


Exception No. 4: Fire department connections shall not be required for 
systems where the atomizing medium is essential for fire suppression. 


7-6 Atomizing Media for Twin-Fluid Systems. 
7-6.1 General. 


7-6.1.1 Atomizing media essential to the production of water 
mist shall be taken from a dedicated source. 
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Exception: Where the facility has an air supply that meets or exceeds 
the requirements of a dedicated main and reserve air supply, both meet- 
ing the quality, quantity, pressure, and reliability requirements of the 
listing and the approval of the authority having jurisdiction. Plant air 
used as an atomizing medium for a water mist system shall be moni- 
tored by the fire control panel, with the low air alarm set at a point at 
least 50 percent above the availability of two full system discharge re- 
quirements. 


7-6.1.2 Atomizing media shall be supervised for high and low 
pressure. 


7-6.1.3. Moisture content in the atomizing medium shall not 
exceed 25 ppm. 


7-6.1.4 Regulators controlling the supply of water for the 
atomizing medium shall be listed for the intended purpose. 


7-6.1.5 A check valve or other means shall be installed in the 
piping at the supply point to prevent the entrance of water 
into the atomizing medium. 


7-6.1.6 Filters or other means to protect nozzles from obstruc- 
tions shall be provided in accordance with 7-5.1.2. 


7-6.2 Air Compressors. 


7-6.2.1 Air compressors used as a dedicated source shall be 
listed for use on fire protection systems. 


7-6.2.2, Compressors used as a dedicated supply shall be con- 
nected to a backup power supply. 


7-7 Pressure Gauges. A pressure gauge shall be provided for 
each water supply and each atomizing medium. 


Chapter 8 Plans and Documentation 


8-1 Working Plans. 


8-1.1 Working plans shall be submitted for approval to the 
authority having jurisdiction before any equipment is installed 
or remodeled. Deviation from approved plans shall require 
permission of the authority having jurisdiction. 


8-1.2 Working plans shall be drawn to specified scale on 
sheets of uniform size. Special symbols shall be defined and 
used to identify components of the water mist system clearly. 
The plans shall provide the following information that per- 
tains to the design of the system: 


(1) Name of owner and occupant 

(2) Location, including street address 

(3) Point of compass and symbol legend 

(4) Location and construction of protected enclosure walls 
and partitions 

(5) Location of fire walls 

(6) Enclosure cross section, with full height or schematic dia- 
gram, including location and construction of building 
floor/ceiling assemblies above and below, raised access 
floor, and suspended ceiling 

(7) Description of occupancies and hazards being protected, 
designating whether or not the enclosure is normally 
occupied 

(8) Description of exposures surrounding the enclosure 

(9) Description of water and gas storage containers used 
including make, internal volume, storage pressure, and 
nominal capacity expressed in units of mass or volume at 
standard conditions of temperature and pressure 
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(10) Description of nozzles used including manufacturer, size, 
orifice port configuration, and orifice size or part num- 
ber 

(11) Description of pipe and fittings used including material 
specifications, grade, and pressure rating 

(12) Description of wire or cable used including classification, 
gauge (AWG), shielding, number of strands in conduc- 
tor, conductor material, and color coding schedule. The 
segregation requirements of various system conductors 
shall be clearly indicated. The required method of mak- 
ing wire terminations shall be detailed 

(13) Description of the method of detector mounting 

(14) System equipment schedule or system bill of material 
indicating device name, manufacturer, model or part 
number, quantity, description and documentation of 
approval or listing for the application 

(15) Plan view of the protected area showing enclosure parti- 
tions (full and partial height); water distribution system 
including storage containers or pumps; gas distribution 
system including gas storage containers; piping; nozzles; 
type of pipe hangers and rigid pipe supports; detection, 
alarm, and control system including all devices; end-of- 
line device locations; location of controlled/ interlocked 
devices such as dampers and shutters; and location of 
instructional signage 

(16) Isometric view of the water mist distribution system show- 
ing the length and diameter of each pipe segment; node 
reference numbers relating to the flow calculations; fit- 
tings including reducers and strainers; orientation of 
tees; and nozzles including size, orifice port configura- 
tion, and flow rate 

(17) Seismic building joints, if any, showing where water mist 
distribution or supply piping crosses the joint; expected 
movement of the seismic joint; details of the piping 
arrangement; and flexible connectors used to accommo- 
date seismic movement 

(18) The calculation of seismic loads if seismic restraint is 
required by the authority having jurisdiction 

(19) Scale drawing showing the layout of the annunciator 
panel graphics if required by the authority having juris- 
diction 

(20) Details of each unique rigid pipe support configuration 
showing method of securement to the pipe and to the 
structure 

(21) Details of the method of container securement showing 
method of securement to the container and to the struc- 
ture 

(22) Complete step-by-step description of the system sequence 
of operations including functioning of abort and mainte- 
nance switches, delay timers, and emergency power shut- 
down 

(23) Schematic diagrams and point-to-point wiring diagrams 
showing all circuit connections to the system control pan- 
els, detectors, system devices, controlled devices, external 
and add-on relays, and graphic annunciator panels 

(24) Schematic diagrams and point-to-point wiring diagrams 
of the system control panels 

(25) Complete calculations to determine enclosure volume 
for the application of water mist 

(26) Complete calculations to determine the size of backup 
batteries; the method used to determine the number and 
location of audible and visual indicating devices; and 
number and location of detectors 


8-1.3 Symbols used on plans shall comply with NFPA 170 and 
ISO Standard 1219, “Fluid power systems and components — 
graphics symbols and circuit diagrams — Part 1: Graphic sym- 
bols” and “Fluid power systems and components — graphics 
symbols and diagrams — Part 2: Circuit diagrams,” as shown 
in Figures 8-1.3(a) through (e). 


8-2* Hydraulic Calculation Documentation. 


8-2.1 Hydraulic Calculation Sheets. Hydraulic calculations shall 
be prepared on form sheets that include a summary sheet, 
detailed work sheets, and a graph sheet. 


Exception: Pre-engineered systems. 


8-2.2 Summary Sheet. The summary sheet shall contain the 
following information: 


(1) Date 

(2) Location 

(3) Name of owner and occupant 

(4) Building number or other identification 

(5) Description of hazard 

(6) Name and address of contractor or designer 

(7) Name of approving agency 

(8) System design requirements, including: 
a. Design area of water application or volume of space 

protected 

b. Minimum rate of water application (density) 
c. Area per nozzle 

(9) Total water requirements as calculated 

(10) Limitations (dimension, flow, and pressure) resulting 
from the use of automatic sprinkler systems or other 
water fire suppression systems 


8-2.3 Detailed Work Sheets. The detailed work sheets or 
computer printouts shall contain the following information: 


(1) Sheet number 

(2) Nozzle description 

(3) Hydraulic reference points 

(4) Flow in gpm (L/min) 

(5) Pipe size 

(6) Pipe lengths, center to center of fittings 

(7) Equivalent pipe lengths for fittings and devices 

(8) Friction loss in psi/ft (bar/m) of pipe 

(9) Total friction loss between reference points 

(10) Elevation head in psi (bar) between reference points 

(11) Required pressure in psi (bar) at each reference point 

(12) Velocity pressure and normal pressure if included in cal- 
culations 

(13) System flushing locations 

(14) Notes to indicate starting points, reference other sheets, 
or clarify data shown 

(15) Diagram to accompany gridded system calculations to 
indicate flow quantities and directions for lines with 
water mist nozzles operating in the remote area 

(16) Other calculations necessary for design of the water mist 
system 


8-2.4 Graph Sheet. A graphic representation of the complete 
hydraulic calculation shall be plotted on semilogarithmic 
(Q!°) graph paper and shall include the following: 


(1) Water supply curve 
(2) Water mist system demand 
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FIGURE 8-1.3(a) Typical water mist plans. (Courtesy of Securiplex.) 
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FIGURE 8-1.3(b) Typical water mist plans. (Courtesy of 
Marioff.) 


Field Piping 


1. Nitrogen Cylinder 9. Water Cylinder 
(10 to 50 L) (10 to 50 L) 
2. Pressure Gauge 10. Venting Plugs 
3. Burst Plug 11. Pressure Gauge 
4. Pressure Switch 12. Water Filling Port 
5. Electrical Solenoid (Plugged) 
Valve 13. Isolating Valve * 
6. Pneumatic Activation 14. Drain Valve (Test 
Valve Valve) * Options 
7. Pressure Switch 15. Test Orifice 
8. Micro Leakage Valve 16. Check Valve 


* Isolating and drain valve must be monitored. 


8-3 Pneumatic Calculation Documentation. 


8-3.1 Pneumatic Calculation Sheets. Pneumatic calculations 
shall be prepared on form sheets that include a summary sheet 
and detailed work sheets. 


Exception: Pre-engineered systems. 


8-3.2 Summary Sheet. The summary sheet shall contain the 
following information: 


(1) Date 

(2) Location 

(3) Name of owner and occupant 

(4) Building number or other identification 

(5) Description of hazard 

(6) Name and address of contractor or designer 
(7) Total gas volume required 


8-3.3 Detailed Work Sheets (for pneumatic calculations). 


The detailed work sheets or computer printouts shall contain 
the following information: 


(1) Sheet number 

(2) Nozzle description 

(3) Pneumatic reference points 

(4) Atomizing media flow rate (in scfm) and pressure at each 
nozzle 

(5) Air pressure to water pressure ratio at each nozzle 

(6) Pipe size 

(7) Pipe lengths 


(8) Total pressure loss between reference points 

(9) Required pressure in psi (bar) at each reference point 

(10) Notes to indicate starting points, reference other sheets, 
or clarify data shown 


8-4 Detection, Actuation, and Control Systems Documenta- 
tion. After successful completion of acceptance tests satisfac- 
tory to the authority having jurisdiction, as-built installation 
documentation shall be prepared and provided to the system 
owner or the owner’s designated representative, including as- 
built installation drawings, operation and maintenance manu- 
als, a written sequence of operation, and reports. 


8-4.1 As-Built Installation Drawings. A set of as-built installa- 
tion drawings, reproducible and drawn to a scale specified on 
sheets of uniform size, shall provide the as-built configuration 
of detection, actuation, and control systems and shall include 
the following: 


(1) Name of owner and occupant 

(2) Location, including street address 

(3) Plan view of the protected area showing all detector loca- 
tions; end-of-line device locations; location of detector 
indicating lights if separate from the detectors; location 
of audible and visual indicating devices; location of con- 
trol panels; location of manual release and abort 
switches; location of controlled/ interlocked devices 
such as dampers and shutters; location of maintenance 
and emergency power shutdown switches; and location of 
the annunciator panel 

(4) Equipment schedule or bill of materials for each piece of 
equipment or device indicating the device name, manu- 
facturer, model or part number, quantity, and description 

(5) Description of wire or cable used including classification, 
gauge (AWG), shielding, number of strands in conduc- 
tor, conductor material, and color coding schedule. The 
segregation requirements of various system conductors 
shall be clearly indicated. The as-built method of making 
wire terminations shall be detailed 

(6) Scale drawing showing the graphics layout of all annunci- 
ator panels 

(7) Schematic diagrams and point-to-point wiring diagrams 
showing all circuit connections to the system control pan- 
els, detectors, system devices, controlled devices, external 
and add-on relays, and graphic annunciator panels 

(8) Schematic diagrams and point-to-point wiring diagrams 
of the system control panels 

(9) Size and type of backup batteries 

(10) Details of any special features 


8-4.2 Documentation. Design, installation, operation, and 
maintenance manuals shall be provided to the user. Design 
and installation manuals shall provide information to allow 
the user or a third party to verify the system has been designed 
and installed properly. Operation and maintenance manuals 
shall include operation and maintenance instructions for 
each piece of equipment or device of the as-built system. 


8-4.3 Written Sequence of Operation. The written sequence 
of operation of the as-built system shall include a complete 
step-by-step description of the functioning of abort and main- 
tenance switches, delay timers, and emergency power shut- 
down features. A logic diagram shall be provided. 


8-4.4 Reports. Reports shall include inspection, testing, and 
maintenance reports. 
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FIGURE 8-1.3(c) 
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Typical water mist plans. (Courtesy of Marioff.) 
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FIGURE 8-1.3(d) Typical water mist plans. (Courtesy of Marioff.) 
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FIGURE 8-1.3(e) Legend for typical water mist plans. (Courtesy of Marioff.) 
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Chapter 9 System Acceptance 


9-1 Approval of Water Mist Systems. The completed system 
shall be reviewed and tested by qualified personnel to meet 
the approval of the authority having jurisdiction. 

These personnel shall confirm that listed equipment and 
devices have been used in the system where required by this stan- 
dard. To determine that the system has been properly installed 
and functions as specified, the installing contractor shall 


(1) Notify the authority having jurisdiction and the owner’s 
representative of the time and date testing is to be per- 
formed 

(2) Perform all required acceptance tests 


9-2* Acceptance Requirements. 
9-2.1 Flushing or Cleaning of Piping. 


9-2.1.1 Water Supply Connection. Where systems are con- 
nected to municipal or private water supplies, underground 
mains and lead-in connections to water mist system piping shall 
be flushed completely before connection is made to water mist 
piping. The flushing operation shall be continued for a suffi- 
cient time to ensure thorough cleaning. The minimum rate of 
flow shall be one of the following, whichever is greater: 


(1) The hydraulically calculated water demand rate of the 
system 

(2) The maximum flow rate available to the system under fire 
conditions 


9-2.1.2 System Pipe or Tube. Each pipe or tube section shall 
be cleaned internally after preparation and before assembly in 
accordance with the manufacturer’s installation manual. The 
piping network shall be free of particulate matter and oil resi- 
due before installation of nozzles or discharge devices. 


9-2.2 Hydrostatic Tests. 
9-2.2.1 General. 


9-2.2.1.1 The test pressure shall be read from a gauge located 
at the low elevation point of the system or portion being 
tested. 


9-2.2.1.2 Water used for testing shall be filtered or strained in 
accordance with 7-5.1.2, 7-5.1.3, and 7-5.1.4. 


9-2.2.1.3 Additives, corrosive chemicals such as sodium sili- 
cate or derivatives of sodium silicate, brine, or other chemicals 
shall not be used while hydrostatically testing systems or for 
stopping leaks. 


9-2.2.1.4 Test blanks shall have painted lugs protruding in 
such a way as to clearly indicate their presence. The test blanks 
shall be numbered, and the installing contractor shall have a 
recordkeeping method to ensure the removal of the test 
blanks after work is completed. 


9-2.2.2 Low Pressure System. All interior piping and 
attached appurtenances subjected to system working pressure 
shall be hydrostatically tested at 200 psi (13.8 bar) and shall 
maintain that pressure without loss for 2 hours. Loss shall be 
determined by a drop in gauge pressure or visible leakage. 


Exception No. 1: Portions of systems subjected to working pressures in 


excess of 150 psi (10.4 bar) shall be tested as described above at a pres- 
sure of 50 psi (3.5 bar) in excess of the working pressure. 


Exception No. 2: Where cold weather does not allow testing with wa- 
ter, an interim air test shall be conducted as described in 9-2.3. 


9-2.2.3* Intermediate and High Pressure Systems. All  inte- 
rior piping and attached appurtenances subjected to system 
pressure shall be hydrostatically tested to 150 percent of the 
normal working pressure, and they shall maintain that pres- 
sure without loss for 2 hours. Loss shall be determined by a 
drop in gauge pressure or visible leakage. 

Exception: Intermediate and high pressure systems shall be permitted 
to be tested in conformance with the ANSI B31.1, Power Piping Code. 


9-2.3* Air Tests. For dry and preaction systems, an air pres- 
sure leakage test at 40 psi (2.8 bar) shall be conducted for 24 
hours in addition to the standard hydrostatic test. Any leakage 
that results in a loss of pressure in excess of 1 ¥y psi (0.1 bar) 
during the 24 hours shall be corrected. 


9-2.4 Review of Components. 
9-2.4.1 Review of Mechanical Components. 


9-2.4.1.1 The piping system shall be inspected to determine 
that it is in compliance with the design and installation docu- 
ments and hydraulic calculations. 


9-2.4.1.2 Nozzles and pipe size shall be in accordance with sys- 
tem drawings. The means of pipe size reduction and the atti- 
tudes of tees shall be checked for conformance to the design. 


9-2.4.1.3 Piping joints, discharge nozzles, and piping supports 
shall be restrained to prevent unacceptable vertical or lateral 
movement during discharge. Discharge nozzles shall be 
installed in such a manner that piping cannot become 
detached during discharge. 


9-2.4.1.4 The discharge nozzle shall be oriented in such a 
manner that optimum water mist application can be effected. 


9-2.4.1.5 The discharge nozzles, piping, and mounting brack- 
ets shall be installed in such a manner that they do not poten- 
tially cause injury to personnel. 


9-2.4.1.6 All water and gas storage containers shall be located 
in accordance with an approved set of system drawings. 


9-2.4.1.7 All containers and mounting brackets shall be fas- 
tened in accordance with the manufacturer’s requirements. 


9-2.4.2 Review of Electrical Components. 


9-2.4.2.1 All wiring systems shall be checked for proper instal- 
lation in conduit and in compliance with the approved draw- 
ings. It shall be confirmed that ac wiring and dc wiring are not 
combined in a common conduit or raceway unless properly 
shielded and grounded. 


9-2.4.2.2 All field circuits shall be confirmed to be free of 
ground faults and short circuits. Where measuring field cir- 
cuitry, all electronic components, such as smoke and flame 
detectors or special electronic equipment for other detectors or 
their mounting bases, shall be removed, and jumpers shall be 
installed properly to prevent the possibility of damage within 
these devices. Components shall be replaced after measuring. 


9-2.4.2.3 The detection devices shall be checked for proper 
type and location as specified on the system drawings. 


9-2.4.2.4 The detectors shall be installed in a professional 
manner and in accordance with technical data regarding their 
installation. NFPA 72, National Fire Alarm Code, shall be refer- 
enced for installation requirements. In Canada, CAN/ULC 
S524-M86, Standard for the Installation of Fire Alarm Systems, and 
CAN/ULC $529-M87, Smoke Detectors for Fire Alarm Systems, shall 
be referenced. 
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9-2.4.2.5 Manual pull stations shall be confirmed as accessi- 
ble, accurately identified, and properly protected to prevent 
damage. 


9-2.4.2.6 For systems using abort switches, the switches shall 
be confirmed to be of the deadman type that necessitates con- 
stant manual pressure, properly installed, accessible within 
the hazard area, and clearly identified. Switches that remain in 
the abort position when released shall not be permitted for 
this purpose. Verification that normal and manual emergency 
control overrides the abort function shall be made. 


9-2.4.2.7 Polarity shall have been observed on all polarized 
alarm devices and auxiliary relays. 


9-2.4.2.8 All end-of-line resistors shall have been installed 
across the detection and alarm bell circuits where required. 


9-2.4.2.9 The control unit shall be checked for proper instal- 
lation and accessibility. 


9-2.4.2.10* All wiring systems shall be checked for proper 
grounding and shielding. It shall be verified that the water 
mist system branch piping has not been used as an electrical 
ground. 


9-2.5 Preliminary Functional Tests. 


9-2.5.1 If the system is connected to an alarm receiving office, 
the alarm receiving office shall be notified that the fire system 
test is to be conducted and that an emergency response by the 
fire department is not desired. All concerned personnel at the 
end-user’s facility shall be notified that a test is to be conducted 
and shall be instructed as to the sequence of operation. 


9-2.5.2 Each water mist release mechanism shall be disabled 
so that activation of the release circuit does not release water 
mist. The release circuit shall be reconnected with a func- 
tional device in lieu of each water mist release mechanism. For 
electrically actuated release mechanisms, these devices can 
include 24-volt lamps, flash bulbs, or circuit breakers. For 
pneumatically actuated release mechanisms, these devices can 
include pressure gauges. The manufacturer’s installation 
manual shall be referenced for recommended procedures 
and test methods. 


9-2.5.3. Each detector shall be checked for proper response. 


9-2.5.4 All auxiliary functions such as alarm sounding or dis- 
playing devices, remote annunciators, air-handling shut- 
down, and power shutdown shall be checked for intended 
operation in accordance with system requirements and 
design specifications. 


9-2.5.5 Manual pull stations shall be checked to confirm that 
they override abort switches. 


9-2.5.6 All supervised circuits shall be checked for proper 
trouble response. 


9-2.6 System Operational Tests. 


9-2.6.1 Full flow tests of the system piping using water shall be 
made as a means of checking the nozzle layout, discharge pat- 
tern, and any obstructions; determining the relationship 
between design criteria and actual performance; and ensuring 
against the clogging of the smaller piping and nozzles by for- 
eign matter carried by the water. 


Exception: Where a full flow test using water is not possible, connec- 
tion to the water supply shall be verified by flowing water from each test 
connection. 
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9-2.6.2 Where practicable, the maximum number of systems 
that are expected to operate in case of fire shall be in full oper- 
ation simultaneously when checking the adequacy and condi- 
tion of the water supply. 


9-2.6.3 All operating parts of the system shall be tested fully to 
ensure that they function as intended. It shall be verified that 
all devices function properly and that they are properly 
sequenced. 


9-2.6.4 After flow testing, all filters and strainers shall be 
inspected, and cleaned or replaced, as necessary. 


Chapter 10 System Maintenance 


10-1 Responsibility of the Owner or Occupant. 


10-1.1 The responsibility for properly maintaining a water 
mist fire protection system shall be the obligation of this prop- 
erty owner. By means of periodic inspection, tests, and main- 
tenance, in accordance with the standard and manufacturers’ 
requirements this equipment shall be shown to be either in 
good operating condition and that defects or impairments 
exist. 


10-1.2 Inspection, testing, and maintenance activities shall be 
implemented in accordance with procedures meeting or 
exceeding those established in this document and in accor- 
dance with the manufacturer’s instructions. These tasks shall 
be performed by personnel who have developed competence 
through training and experience. 


10-1.3 The owner or occupant shall notify the authority hav- 
ing jurisdiction, the fire department (if required), and the 
alarm receiving facility before shutting down a system or its 
supply. The notification shall include the purpose for the 
shutdown, the system or component involved, and the esti- 
mated time needed. The authority having jurisdiction, the 
fire department, and the alarm receiving facility shall be 
notified when the system, supply, or component is returned 
to service. 


10-1.4 The owner or occupant shall promptly correct or 
repair deficiencies, damaged parts, or impairments found 
while performing the inspection, test, and maintenance 
requirements of this standard. Corrections and repairs shall 
be performed by qualified maintenance personnel or a quali- 
fied contractor. 


10-1.5 The owner or occupant shall give special attention to 
factors that might alter the requirements for a continued 
approved installation. Such factors shall include, but shall not 
be limited to, the following: 


(1) Occupancy changes 

(2) Process or material changes 

(3) Structural revisions such as relocated walls, added hori- 
zontal or vertical obstructions, or ventilation changes 

(4) Removal of heating systems in spaces with piping subject 
to freezing 


10-1.6 Where changes in the occupancy, hazard, water supply, 
storage arrangement, structural modification, or other condi- 
tion that affects the installation criteria of the system are iden- 
tified, the owner or occupant shall promptly take steps to 
evaluate the adequacy of the installed system to protect the 
hazard in question, such as contacting a qualified contractor, 
consultant, or engineer. Where the evaluation reveals a defi- 
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ciency, the owner shall notify the insurance underwriter, the 
authority having jurisdiction, and the local fire department. 


10-1.7 Where a water mist system is returned to service follow- 
ing an impairment, it shall be verified that it is working prop- 
erly. Chapter 9 shall be referenced to provide guidance on the 
type of inspection or test, or both, that is required. 


10-2 Inspection and Testing. All components and _ systems 
shall be inspected and tested to verify that they function as 
intended. The frequency of inspections and tests shall be in 
accordance with Tables 10-2(a) and (b) or as specified in the 


Table 10-2(a) Inspection Frequencies 


manufacturer’s listing, whichever is more frequent. Following 
tests of components or portions of water mist systems that 
require valves to be opened or closed, the system shall be 
returned to service, with verification that all valves are restored 
to their normal operating position. Plugs or caps for auxiliary 
drains or test valves shall be replaced. 


10-2.1 Test results shall be compared with those of the origi- 
nal acceptance test and with the previous test results. 


10-2.2 Inspection and testing requirements for each compo- 
nent are provided in Tables 10-2(a) and (b). 


Item Activity Frequency 
Water tank (unsupervised) Check water level Weekly 
Air receiver (unsupervised) Check air pressure Weekly 
Dedicated air compressor (unsupervised) Check air pressure Weekly 
Water tank (supervised) Check water level Monthly 
Air receiver (supervised) Check air pressure Monthly 
Dedicated air compressor (supervised) Check air pressure Monthly 
Check pressure and Monthly 
Air pressure cylinders (unsupervised) indicator disk 
System operating components, including control valves (locked/unsupervised) Inspect Monthly 
Check pressure and Quarterly 
Air pressure cylinders (supervised) indicator disk 
System operating components, including control valves Inspect Quarterly 
Waterflow alarm and supervisory devices Inspect Quarterly 
Initiating devices and detectors Inspect Semiannually 
Batteries, control panel, interface equipment Inspect Semiannually 
System strainers and filters Inspect Annually 
Control equipment, fiber optic cable connections Inspect Annually 
Piping, fittings, hangers, nozzles, flexible tubing Inspect Annually 
Table 10-2(b) Testing Frequencies 
Item Activity Frequency 
Pumps Operation test (no flow) Weekly 
Compressor (dedicated) Start Monthly 
Control equipment (functions, fuses, interfaces, primary power, remote alarm) Test Quarterly 
(unsupervised) 
System main drain Drain test Quarterly 
Remote alarm annunciation Test Annually 
Pumps Function test (full flow) Annually 
Batteries Test Semiannually 
Pressure relief valve Manually operate Semiannually 
Control equipment (functions, fuses, interfaces, primary power, remote alarm) Test Annually 
(supervised) 
Water level switch Test Annually 
Detectors (other than single use or self-testing) Test Annually 
Release mechanisms (manual and automatic) Test Annually 
Control unit/programmable logic control Test Annually 
Section valve Function test Annually 
Water Analysis of contents Annually 
Pressure cylinders (normally at atmospheric pressure) Pressurize cylinder Annually 
(discharge if possible) 
System Flow test Annually 
Pressure cylinders Hydrostatic test 5-12 years 
Automatic nozzles Test (random sample) 20 years 
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10-2.3 Specialized equipment required for testing shall be in 
accordance with the manufacturer’s specifications. 


10-2.4 High pressure cylinders used in water mist systems shall 
not be recharged without a hydrostatic test (and remarking) if 
more than 5 years have elapsed from the date of the last test. 
Cylinders that have been in continuous service without dis- 
charging shall be permitted to be retained in service for a max- 
imum of 12 years, after which they shall be discharged and 
retested before being returned to service. 


10-3. Maintenance. 


10-3.1 Maintenance shall be performed to keep the system 
equipment operable or to make repairs. As-built system instal- 
lation drawings, original acceptance test records, and device 
manufacturer’s maintenance bulletins shall be retained to 
assist in the proper care of the system and its components. 


10-3.2 Preventive maintenance includes, but is not limited to, 
lubricating control valve stems, adjusting packing glands on 
valves and pumps, bleeding moisture and condensation from 
air compressors and air lines, and cleaning strainers. Scheduled 
maintenance shall be performed as outlined in Table 10-3.2. 


Table 10-3.2 Maintenance Frequencies 


Item Activity Frequency 
Water tank Drain and refill Annually 
System Flushing Annually 
Strainers and filters Clean orreplace After system 
as required operation 


10-3.3 Corrective maintenance includes, but is not limited to, 
replacing loaded, corroded, or painted nozzles, replacing 
missing or loose pipe hangers, cleaning clogged fire pumps, 
replacing valve seats and gaskets, and restoring heat in areas 
subject to freezing temperatures where water-filled piping is 
installed. 


10-3.4 Emergency maintenance includes, but is not limited 
to, repairs due to piping failures caused by freezing or impact 
damage, repairs to broken water mains, and replacing frozen 
or fused nozzles, defective electric power, or alarm and detec- 
tion system wiring. 


10-3.5 Specific maintenance activities, where applicable to 
the type of water mist system, shall be performed in accor- 
dance with the schedules in Table 10-3.2. 


10-3.6 Replacement components shall be in accordance with 
the manufacturer’s specifications and the original system 
design. Spare components shall be accessible and shall be 
stored in a manner to prevent damage or contamination. 


10-3.7* After each system operation, a representative sample 
of operated water mist nozzles in the activated zone shall be 
inspected. 


10-3.8 After each system operation due to fire, the system fil- 
ters and strainers shall be cleaned or replaced. 


10-4 Training. All persons who might be expected to inspect, 
test, maintain, or operate water mist systems shall be trained 
thoroughly in the functions they are expected to perform. 
Refresher training shall be provided as recommended by the 
manufacturer or by the authority having jurisdiction. 
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Chapter 11 Marine Systems 


11-1 General. This chapter outlines the deletions, modifica- 
tions, and additions that are necessary for marine applica- 
tions. All other requirements of NFPA 750, Standard on Water 
Mist Fire Protection Systems, shall apply to shipboard systems 
except as modified by this chapter. 


11-1.1 The following definitions shall be applicable to this 
chapter. 


11-1.1.1 Flammable Liquid Hazard Systems. Systems _ pro- 
tecting spaces where the predominant hazard consists of flam- 
mable and combustible liquids. Examples include machinery 
spaces, flammable liquid store rooms, cargo pump rooms and 
paint lockers. 


11-1.1.2 Sprinkler Equivalent Systems. Systems protecting 
spaces where the predominant hazard consists of Class A 
combustibles. Examples include accommodation spaces, 
public spaces, galleys, and store rooms. 


11-1.2* The efficacy and reliability of all marine water mist 
system arrangements and their components shall be tested in 
accordance with standards developed by the International 
Maritime Organization (IMO). 


11-1.2.1 Sprinkler equivalent systems shall comply with the 
fire suppression and component manufacturing tests of IMO 
Assembly Resolution A.800(19). 


11-1.2.2 Flammable liquid hazard systems shall comply with 
fire suppression and components manufacturing tests con- 
tained in IMO 668, Maritime Safety Committee Circular, as 
amended by IMO FP40/WP.9 Annex 3, Report of the 40th Session 
of the Subcommittee on Fire Protection. 


11-1.3 All marine water mist systems and their components 
shall be listed or approved. 


11-1.4 The system and equipment shall be suitably designed 
to withstand ambient temperature changes, vibrations, 
humidity, shock, impact, clogging, and corrosion normally 
encountered in ships. 


11-1.5* Equipment and piping systems mounting and hang- 
ing shall be in accordance with internationally recognized 
standards for marine applications. 


11-1.6* The required water mist pumps shall be arranged 
such that with the largest pump out of service, the greatest sys- 
tem demand can still be satisfied. 


11-1.7 Controls and Alarms. 


11-1.7.1 Pump systems shall have the following: 


(1) Automatic pump start-up 
(2) Manual pump start and annunciation at the following 
locations: 


a. Within sight of the pump 
b. Engine control room 
c. Central control station where provided 


11-1.7.2 Annunciation shall include the following (as applica- 
ble): 


(1) Power available/power failure 
(2) Water flow and location 

(3) Pump run 

(4) Diesel driver oil pressure 
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11-1.7.3 Any flow condition shall sound an alarm on the 
bridge or at a constantly manned control station. 


11-1.7.4 On the bridge and in the engine control room there 
shall be a pressure monitor consisting of one of the following: 


(1) Pressure gauge 
(2) Transducer system 
(3) High/low/OK pressure switch 


11-1.8* Pipe Penetrations. Pipe penetrations through bulk- 
heads and decks shall be in accordance with US Coast Guard 
Navigation and Vessel Inspection Circular (NVIC) 9-97. 


11-1.9 Shore Connection. 


11-1.9.1 Shore connection shall be provided in accordance 
with 7-5.5. At least one shore connection shall be located on the 
main deck in an area likely to be visible to shore responders. 


11-1.9.2 The shore connection shall consist of both a 2!/, in. 
(63.5 mm) diameter NST siamese with a check valve and an 
international shore connection with a check valve. Each shore 
connection manifold shall have a drain to prevent freezing. 
Check valves shall be provided and arranged such that stand- 
ing water is not closer than 4 ft (1219 mm) from the through- 
bulkhead penetration where the piping becomes exposed to 
freezing weather. 


11-1.9.3* The shore connection shall be painted red or fit- 
ted with red bands. It shall be fitted with a permanent, 
engraved sign identifying it as the sprinkler system shore con- 
nection. The sign shall specify the recommended pressure to 
be maintained by shore responders or fire-fighting vessels at 
the connection. The lettering of the sign shall be minimum 
1 in. (25.4 mm) high block letters. 


11-1.10* Pump Test Connection. Each system served by one 
or more dedicated pumps shall be provided with a means for 
measuring the discharge flow rate and pressure from each 


pump. 


11-1.11 Piping. Piping between a vessel’s sea chest and the 
first shutoff valve shall be schedule 80 steel or schedule 40 gal- 
vanized steel in accordance with 46 CFR 56.50-95(3). 


11-1.12 Copper Pipe. 


11-1.12.1 Copper pipe shall be routed to avoid mechanical 
damage, especially situations that could cause the piping to 
become pinched. 


11-1.12.2 Copper pipe shall not be located in cargo holds. 


11-1.12.3 Copper pipe on vehicle decks shall be protected 
against damage from moving vehicles. 


11-1.12.4 The prevention of galvanic corrosion shall be con- 
sidered by the system designer. In areas where the exterior of 
the pipe is regularly subject to extreme humidity, moisture, or 
spray, pipe hangers shall be resistant to galvanic corrosion. 
Dielectric pipe hanger insulators, such as nonmetallic bands 
between the hangers and the pipe wall, or stainless steel hang- 
ers shall be used. 


11-1.12.5 Copper pipe shall conform to ASTM B 88, Standard 
Specification for Seamless Copper Water Tube, types M, L, or K or 
ASTM B 42, Standard Specification for Seamless Copper Pipe, Stan- 
dard Sizes. 


11-1.12.6 Connections of joints and fittings shall be resistant 
to mechanical damage and degradation when exposed to fire 
conditions. 


11-1.12.7 Joints and connections in ASTM B 88 tubing shall 
be brazed. Fittings in ASTM B 42 tubing shall be permitted to 
be brazed, threaded, or joined using a mechanical connector 
listed for the intended purpose. 


11-1.12.8 Filler materials in joints in copper pipe shall not 
melt at a temperature below 1700°F (927°C). 


Exception: Brazed joints shall be permitted in systems that comply with 
all of the following: 


(a) Brazed joints ave made in accordance with 46 CFR 56.75 
using a filler material having a melting temperature above 1000°F 
(538°C). 

(b) All shutoff valves upstream of, or within, copper piping hav- 
ing brazed joints ave electrically supervised with an audible and 
visual signal at a control station. 


(c) Each shutoff valve shall be located within an enclosed stair or 
outside the protected zone. 


(d) The system shall be wet pipe automatic. 


(e) Brazed joints shall not be located in machinery spaces, spaces 
containing pressurized oil lines, areas subject to flammable liquid or 
gas fires, or other areas having high five risks. 


(f) Each section capable of being isolated shall be fitted with a 
relief valve set at the maximum working pressure of the system. 


11-2 Sprinkler Equivalent Systems. 
11-2.1 The system shall be automatic. 


11-2.2* A pressure tank system shall be provided to meet the 
functional requirements for Safety of Life at Sea (SOLAS) 
Regulation II-2/12.4.1. 


11-2.3* Systems arranged with an automatic supply of fresh 
water for the entire design area for 30 minutes shall be permit- 
ted to allow manual intervention for continued operation 
after the 30-minute water supply is exhausted. Manual inter- 
vention shall be limited to the actions of opening valves and 
starting or engaging pumps. 


11-2.4 The system shall be fitted with a permanent sea inlet 
and shall be capable of continuous operation using sea water 
for a period of at least 120 minutes. 


11-2.5 Strainers and filters shall be provided and sized for the 
worst case water quality conditions expected. 


11-2.6* The system shall be of the wet pipe type. 


Exception: Where environmental conditions dictate, small sections are 
permitted to be of another approved type. 


11-2.7 The system shall be provided with main and emergency 
sources of power. 


11-2.8 Pumps and alternate supply components shall be sized 
to be capable of maintaining the required flow. 


11-2.9 The system’s water supply and the system piping shall 
be capable of maintaining the minimum required operating 
pressure for each type of nozzle, at the highest elevation of 
each type of nozzle. Hydraulic sizing calculations shall be 
based on the hydraulically most demanding 1500 ft? (140 m?) 
deck area of nozzle operation occurring concurrently within 
each of any two main vertical fire zones. Reference shall be 
made to the marine regulatory authority having jurisdiction 
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for guidance on the hydraulic sizing of the system’s water sup- 
ply and piping for small ships with a total protected deck area 
of less than 1500 ft? (140 m?). 


11-2.9.1 For ordinary hazard spaces, the design area shall be 
the deck area of the most hydraulically demanding compart- 
ment up to a maximum of 3000 ft? (280 m?). 


11-2.9.2 For light hazard public and accommodation spaces, the 
design area shall be the deck area of the most hydraulically 
demanding compartment up to a maximum of 1500 ft? (140 m?). 


Exception: The water supply requirements for nozzles only shall be 
based upon the room that creates the greatest demand. The density se- 
lected shall be in accordance with the listing. To utilize this method, all 
rooms shall be enclosed with walls having a fire resistance rating of an 
A-15 or B-15 rating. 


11-2.9.3 Minimum protection of opening shall be as follows: 


(a) Light hazard. Automatic or self-closing doors with 
appropriate fire resistance ratings for the enclosure. 
Exception: Where opening is not protected, calculations shall include 
the nozzle in the room plus two nozzles in the communication space 
nearest each such unprotected opening unless the communication 
space has only one nozzle, in which case calculations shall be extended 
to the operation of that nozzle. The selection of the room and commu- 
nication space nozzles to be calculated shall be that which produces the 
greatest hydraulic demand. 

(b) Ordinary and extra hazard. Automatic or self-closing 
doors having fire resistance ratings for the enclosure. 


11-2.10 Spaces shall be permitted to be protected with alter- 
nate, approved fire suppression systems where such areas are 
separated from mist protected areas with a 1-hour rated 
assembly. 


11-2.11 Water mist supply components shall be located out- 
side Category A machinery spaces. This shall apply to pumps, 
pressure tanks, cylinder tanks, emergency power cables, and 
controllers. 


11-2.12* Concealed spaces that are constructed of combusti- 
ble materials or materials with combustible finishes or contain 
combustible materials shall be protected. 

Exception: Concealed spaces protected by automatic sprinklers in- 
stalled in accordance with NFPA 13, Standard for the Installation of 
Sprinkler Systems, or other listed or approved automatic fire suppres- 
sion system. 


11-3 Flammable Liquids. 


11-3.1 Section 11-3 applies to systems protecting spaces where 
the predominant hazard is from flammable liquids. 

Exception: The requirements of 11-3.3.1, 11-3.4, 11-3.5.3, 11-3.5.4, 
11-3.5.7, and 11-3.6 shall not apply to systems protecting paint lock- 
ers having containers not larger than a 50 liter (13 gal) individual 
capacity. 


11-3.2 Flammable liquid hazard systems shall be shown by test 
to be capable of extinguishing a variety of fires that can occur 
in spaces where the predominate hazard consists of flammable 
liquids. 


11-3.2.1 Systems for machinery spaces and cargo pump rooms 
shall be capable of fire extinguishment as demonstrated by 
testing in accordance with IMO Fire Test Procedures. Systems 
for flammable liquid store rooms, paint lockers, and other 
flammable liquid hazards shall be based on tests acceptable to 
the authority having jurisdiction. Nozzle locations, types of 
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nozzles, and spray characteristics shall be within the limits 
tested. 


11-3.3* The system shall be capable of manual actuation, 
allowing water to discharge into the protected space without 
the necessity of further human intervention. 


11-3.3.1* After 30 minutes of system activation, manual inter- 
vention shall be permitted for continued operation. 


11-3.4* Where time delays are provided, audible and visual 
signals shall be provided throughout the protected space. 


11-3.5 Water Supply. 


11-3.5.1 The system’s water supply shall be available for imme- 
diate use. 


11-3.5.2 The water supply shall be based on complete protec- 
tion of the space demanding the greatest quantity of water. 


11-3.5.3 Pressure tank(s) shall be provided to immediately 
supply the system at the design flow and pressure for not less 
than 60 seconds. 


11-3.5.4 The water supply shall supply the system with fresh 
water for a period of at least 30 minutes. The vessel’s potable 
water supply shall be permitted to satisfy the 30-minute 
demand period. 


11-3.5.4.1 The fresh water supply shall meet the water quality 
requirements of 7-5.1. 


11-3.5.5 Where the water mist system is designed for uniform 
cycling, the maximum-reduced discharge period shall be 60 
seconds. 


11-3.5.6* The minimum quantity of water and atomizing 
media used in uniform cycling systems shall be the maximum 
system flow for a 15-minute constant duration. 


11-3.5.7* The system shall be fitted with a permanent sea inlet 
and shall be capable of continuous operation using sea water. 


Exception: Systems protecting spaces smaller than 3000 m? where the 
system is listed without a sea inlet or where tests have been conducted 
to the satisfaction of the authority having jurisdiction. 


11-3.5.7.1 The permanent sea inlet shall be constructed of 
corrosion-resistant materials per paragraph 2-1.3 and shall be 
fitted with a control valve and a strainer having maximum 
mesh openings of 0.236 in. (6 mm). The permanent sea inlet 
shall be located in the same space as the system pump. When 
the vessel is underway, it shall not be necessary to shut off the 
supply of sea water to the system pump for any purpose other 
than the inspection or repair of the system pump. 


11-3.6* Power Supplies. The system shall be provided with 
both main and emergency sources of power and shall be 
provided with automatic changeover. One of those sources 
of power shall be wholly provided from outside the pro- 
tected space. 


11-3.7 Pressure source components of the system shall be 
located outside the protected space. 


11-3.8 A means to allow for periodic testing of the operation 
of the system for ensuring the required pressure and flow shall 
be provided. 


11-4* Human Factors. Human factors shall be considered to 
the extent practicable during the design of water mist systems 
on marine vessels. 
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11-5* Requirements for Water Mist Systems on Combatant 
Vessels. 


11-5.1 Combatant vessels require more stringent design 
requirements than merchant ships. Water mist system design 
features for combatant vessels shall be determined by the 
authority having jurisdiction of the military service involved. 


Chapter 12 Referenced Publications 


12-1 The following documents or portions thereof are refer- 
enced within this standard as mandatory requirements and 
shall be considered part of the requirements of this standard. 
The edition indicated for each referenced mandatory docu- 
ment is the current edition as of the date of the NFPA issuance 
of this standard. Some of these mandatory documents might 
also be referenced in this standard for specific informational 
purposes and, therefore, are also listed in Appendix E. 


12-1.1 NFPA Publications. National Fire Protection Associa- 
tion, | Batterymarch Park, P.O. Box 9101, Quincy, MA 02269- 
9101. 

NFPA 13, Standard for the Installation of Sprinkler Systems, 
1999 edition. 

NFPA 20, Standard for the Installation of Stationary Pumps for 
Fire Protection, 1999 edition. 

NFPA 22, Standard for Water Tanks for Private Five Protection, 
1998 edition. 

NFPA 70, National Electrical Cod, 1999 edition. 

NFPA 72, National Fire Alarm Cod&, 1999 edition. 

NFPA 170, Standard for Fire Safety Symbols, 1999 edition. 


12-1.2 Other Publications. 


12-1.2.1 ANSI Publications. American National Standards 
Institute, Inc., 11 West 42nd Street, 13th floor, New York, NY 
10036. 

ANSI B1.20.1-83, Pipe Threads, General Purpose (Inch), 1992. 

ANSI B16.18-84, Cast Copper Alloy Solder Joint Pressure Fittings, 
1994. 

ANSI B16.22-89, Wrought Copper and Copper Alloy Solder Joint 
Pressure Fittings, 1989. 

ANSI B31.1-95, Power Piping Code, 1995. 


12-1.2.2 ASME Publication. American Society of Mechanical 
Engineers, 345 East 47th Street, New York, NY 10017. 
ASME Boiler and Pressure Vessel Code, 1995. 


12-1.2.3 ASTM Publications. American Society for Testing 
and Materials, 100 Barr Harbor Drive, West Conshohocken, 
PA 19428-2959 

ASTM A 269, Standard Specification for Seamless and Welded 
Austenitic Stainless Steel Tubing for General Service, 1994. 

ASTM A 351/ASTM A 351M, Standard Specification for Cast- 
ings, Austenitic, Austenaticferritic (Duplex) for Pressure-Containing 
Parts, 1994. 

ASTM A 403/ASTM A 403M, Standard Specification for 
Wrought Austenitic Stainless Steel Piping Fittings, 1995. 

ASTM A 632, Standard Specification for Seamless and Welded 
Austenitic Stainless Steel Tubing (Small-Diameter) for General Ser- 
vice, 1990. 

ASTM A 774/ASTM A 774M, Standard Specification for As- 
Welded Wrought Austenitic Stainless Steel Fittings for General Corro- 
sive Service at Low and Moderate Temperatures, 1995. 

ASTM A 778, Standard Specification for Welded, Unannealed 
Austenitic Stainless Steel Tubular Products, 1990. 


ASTM A 789/ASTM A 789M, Standard Specification for Seam- 
less and Welded Ferritic/Austenitic Stainless Steel Tubing for General 
Service, 1995. 

ASTM A 815/ASTM A 815M, Standard Specification for 
Wrought Ferritic, Ferritic/Austenitic, and Martensitic Stainless Steel 
Piping Fittings, 1995. 

ASTM B 42, Standard Specification for Seamless Copper Pipe, 
Standard Sizes, 1995. 

ASTM B 32, Standard Specification for Solder Metal, 1995. 

ASTM B 75, Standard Specification for Seamless Copper Tube, 
1995. 

ASTM B 88, Standard Specification for Seamless Copper Water 
Tube, 1995. 

ASTM B 251, Standard Specification for General Requirements 
for Wrought Seamless Copper and Copper-Alloy Tube, 1993. 

ASTM B 813, Standard Specification for Liquid and Paste Fluxes 
for Soldering Applications of Copper and Copper-Alloy Tube, 1993. 


12-1.2.4 AWS Publications. American Welding Society, 550 
N.W. LeJeune Road, Maimi, FL 33126. 

AWS A5.8, Specification for Filler Metals for Brazing and Braze 
Welding, 1992. 

AWS D10.9, Specification for Qualification of Welding Proce- 
dures and Welders for Piping and Tubing, 1980. 


12-1.2.5 IMO Publications. International Maritime Organi- 
zation, 4 Albert Embankment, London, SEI 7SR, United 
Kingdom. 

IMO FP40/WP.9 Annex 3, Report of the 40th Session of the Sub- 
committee on Fire Protection. 

IMO MSC Cir 668, Maritime Safety Committee Circular. 

SOLAS Regulation 11-2/12.4.1, Consolidated Edition 
1992. 


12-1.2.6 ISO Publications. 

ISO 1219, “Fluid power systems and components — graph- 
ics symbols and circuit diagrams — Part 1: Graphic symbols” 
“Fluid power systems and components — graphics symbols 
and circuit diagrams — Part 2: Circuit diagrams.” 


12-1.2.7 ULC Publications. Underwriters Laboratories of 
Canada, 7 Crouse Road, Scarborough, ON MIR 3A9. 
CAN/ULC S524-M86, Standard for the Installation of Fire 
Alarm Systems. 
CAN/ULC S529-M87, Smoke Detectors for Fire Alarm Systems. 


12-1.2.8 U.S. Government Publication. U.S. Government Print- 
ing Office, Washington, DC 20402. 
Title 49, Code of Federal Regulations. 


Appendix A Explanatory Material 


Appendix A is not a part of the requirements of this NFPA docu- 
ment but is included for informational purposes only. This appendix 
contains explanatory material, numbered to correspond with the appli- 
cable text paragraphs. 


A-1-1 Other NFPA standards should be referenced for addi- 
tional requirements relating to underground or lead-in con- 
nections to water mist systems from municipal or private water 
supplies. 


A-1-2 Water mist systems are specialized fire protection sys- 
tems. Design and installation of these systems necessitates spe- 
cialized training, knowledge, and experience. 

Water mist systems offer potential benefits for many special- 
ized applications, particularly where available water supplies are 
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limited or where the application of water needs to be restricted. 
Potential benefits also might exist for applications previously 
protected by gaseous and other fire suppressant agents. 


A-1-4.1 Approved. The National Fire Protection Association 
does not approve, inspect, or certify any installations, proce- 
dures, equipment, or materials; nor does it approve or evalu- 
ate testing laboratories. In determining the acceptability of 
installations, procedures, equipment, or materials, the author- 
ity having jurisdiction may base acceptance on compliance 
with NFPA or other appropriate standards. In the absence of 
such standards, said authority may require evidence of proper 
installation, procedure, or use. The authority having jurisdic- 
tion may also refer to the listings or labeling practices of an 
organization that is concerned with product evaluations and is 
thus in a position to determine compliance with appropriate 
standards for the current production of listed items. 


A-1-4.3 Authority Having Jurisdiction. The phrase “author- 
ity having jurisdiction” is used in NFPA documents in a broad 
manner, since jurisdictions and approval agencies vary, as do 
their responsibilities. Where public safety is primary, the 
authority having jurisdiction may be a federal, state, local, or 
other regional department or individual such as a fire chief; 
fire marshal; chief of a fire prevention bureau, labor depart- 
ment, or health department; building official; electrical 
inspector; or others having statutory authority. For insurance 
purposes, an insurance inspection department, rating 
bureau, or other insurance company representative may be 
the authority having jurisdiction. In many circumstances, the 
property owner or his or her designated agent assumes the 
role of the authority having jurisdiction; at government 
installations, the commanding officer or departmental offi- 
cial may be the authority having jurisdiction. 


A-1-4.5 Dvz. Dvo59 is the volume median diameter; that is, 
50 percent of the total volume of liquid is in drops of smaller 
diameter and 50 percent is in drops of larger diameter. 


A-1-4.12 Listed. The means for identifying listed equipment 
may vary for each organization concerned with product evalu- 
ation; some organizations do not recognize equipment as 
listed unless it is also labeled. The authority having jurisdiction 
should utilize the system employed by the listing organization 
to identify a listed product. 


A-1-4.15 Such documentation should be retrievable and can 
be in the form of engineering studies, meeting minutes, 
reports, internal memoranda, etc. 


A-1-4.21 Water Mist. This standard addresses the use of fine 
water sprays for the efficient control, suppression, or extin- 
guishment of fires using limited volumes of water. Properly 
designed water mist systems can be effective on both liquid 
fuel (Class B) and solid fuel (Class A) fires. Research indicates 
that fine (i.e., smaller than 400 microns) droplets are essential 
for extinguishment of Class B fires, although larger drop sizes 
are effective for Class A combustibles, which benefit from 
extinguishment by fuel wetting. For this reason the definition 
of water mist in this standard includes sprays with Dv 99 of up 
to 1000 microns. 

This standard’s interpretation of “water mist” includes 
some water sprays used in NFPA 15, Standard for Water Spray 
Fixed Systems for Fire Protections, some sprays produced by stan- 
dard sprinklers operating at high pressure, as well as light 
mists suitable for greenhouse misting and HVAC humidifica- 
tion systems. This range in drop size distribution is so broad 
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that some important differences in the performance of sprays 
with finer different distributions are not distinguished. 

The relationship between drop size distribution and extin- 
guishing capacity of a water mist is complex. In general, very 
fine particles enhance heat absorption and generation of water 
vapor. With liquid (Class B) fuels, too many “large” drops could 
agitate the surface of the fuel and increase burning intensity. 
On the other hand, larger drops could assist the spray to pene- 
trate and wet charred, smoldering Class A fuels. Larger drops 
could also entrain finer drops in their wake, and improve the 
transport of much smaller drop sizes into the seat of the fire. 

Drop size distribution alone does not determine the ability 
of a spray to extinguish a given fire. Factors such as fuel prop- 
erties, enclosure effects (which are a function of ventilation 
and heat confinement), spray flux density, and spray velocity 
(momentum) are all involved in determining if a fire will be 
extinguished. The “momentum” of an element of spray is the 
product of its velocity and the mass of dispersed water droplets 
(i.e., the mass flow rate). It must be stressed that the term veloc- 
ity implies direction as well as speed. It is the momentum of a 
mist in a particular direction, relative to the direction of flow 
of the hot fire gases, which enhances cooling and suppression 
effectiveness. Opposing directional flows bring about turbu- 
lent mixing, hence improved cooling. Therefore, all three 
variables, drop size distribution, flux density, and velocity, are 
involved in determining the ability to extinguish a fire in a 
given scenario. 


A-1-4.22.2 The actuation of a hybrid water mist nozzle can be 
by a built-in detection and activation device and/or by an 
independent means of activation. 


A-1-4.23.5 These systems have the specific pipe size, maxi- 
mum and minimum pipe lengths, flexible hose specifications, 
number of fittings, and number and types of nozzles pre- 
scribed by a testing laboratory. Systems are provided with 
either a self-contained or external water supply. Based on 
actual test fires, the hazards protected by these systems are spe- 
cifically limited as to type and size by a testing laboratory. Lim- 
itations on hazards that are allowed to be protected by these 
systems are contained in the manufacturer’s installation man- 
ual, which is referenced as part of the listing. 


A-1-5.1 For additional conversions and information, see 
ASTM E 380, Standard Practice for Use of the International System 
of Units (ST) (the Modernized Metric System), and in Canada, refer 
to CSA CAN3-A234.1, Canadian Metric Practice Guide. 

The abbreviation “gal” in Table 1-5.1 indicates the U.S. gal- 
lon measure. 


A-1-6 Applications of Water Mist Systems. Water mist — sys- 
tems have been proven effective in controlling, suppressing, 
or extinguishing many types of fires. Potential applications 
include the following: 


(1) Gas jet fires 

(2) Flammable and combustible liquids 

(3) Hazardous solids, including fires involving plastic foam 
furnishings 

(4) Protection of aircraft occupants from an external pool 
fire long enough to provide time to escape 

(5) Ordinary (Class A) combustible fires such as paper, 
wood, and textiles 

(6) Electrical hazards, such as transformers, switches, circuit 
breakers, and rotating equipment 

(7) Electronic equipment, including telecommunications 
equipment 
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A-1-6.2.2 Water Reactive Materials. In special cases, where ade- 
quate safeguards have been provided, water mist systems for the 
protection of structures, equipment, or personnel in the pres- 
ence of such materials as described in 1-6.2.2 may be permitted. 


A-1-7.1 Water mist is unlikely to present any significant hazard 
to personnel in most applications; however, direct impinge- 
ment of the water mist could present an eye hazard. Noise dur- 
ing operation of the water mist systems could be a hazard to 
hearing. Water mist can reduce visibility and increase the time 
and difficulty in egress from an affected compartment. Addi- 
tionally, whipping or swinging of broken piping, tubing, and 
hose could be a hazard, particularly for intermediate and high 
pressure systems. 


A-1-7.2 Electrical Clearances. As used in this standard, clear- 
ance is the air distance between water mist system equipment, 
including piping and nozzles, and unenclosed or uninsulated 
live electrical components at other than ground potential. 
The minimum clearances provided are for the purpose of 
electrical clearance during non-emergency operating condi- 
tions; they are not intended for use as clearance distances dur- 
ing water mist system operation. 


A-1-7.2.1 Electrical Clearances. All system components 
should be located so as to maintain minimum clearances from 
live parts, as shown in Table A-1-7.2.1. 


The clearances in Table A-1-7.2.1 are for altitudes of 3300 ft 
(1000 m). The clearance should be increased at the rate of 1 per- 
cent for each 330 ft (100 m) increase in altitude above 3300 ft 
(1000 m). 


Table A-1-7.2.1 Clearance from Water Mist Equipment Live 
Uninsulated Electrical Components! 


Nominal Maximum Minimum Clearance! 
System System Design 
Voltage Voltage BIL? 
(kV) (kV) (kV) in. mm 

To 13.8 14.5 110 7 178 
23 24.3 150 10 254 
34.5 36.5 200 13 330 
46 48.5 250 17 432 
69 72.5 350 25 635 
115 121 550 42 1067 
138 145 650 50 1270 
161 169 750 58 1473 
230 242 900 76 1930 
1050 84 2134 
345 362 1050 84 2134 
1300 104 2642 
500 550 1500 124 3150 
1800 144 3658 
765 800 2050 167 4242 


'For voltages up to 161 kV, the clearances are taken from NFPA 70, 
National Electrical Code. For voltages 230 kV and above, the clearances 
are taken from Table 124 of ANSI C2, National Electrical Safety Code. 
BIL values are expressed as kilovolts (kV), the number being the crest 
value of the full wave impulse test that the electrical equipment is de- 
signed to withstand. For BIL values that are not listed in the table, 
clearances can be found by interpolation. 


A-1-7.3 High pressure systems utilizing positive displacement 
pumps involve unique design considerations and safety fea- 
tures. Table A-1-7.3 shows some important differences 
between positive displacement pumps and centrifugal pumps. 


A-2-2.2.1 Local building codes specify minimum require- 
ments for seismic restraint or bracing. 


A-2-2.2.2 Independent inspection and certification is recom- 
mended for gas and water containers. 


A-2-3.1 It is important to select pipe or tube for water mist sys- 
tems that exhibits minimal corrosion because of the potential 
for the clogging of water mist nozzles. 


A-2-3.4.2 Listed flexible connections may be permitted. Flexi- 
ble connections for water mist installations should be kept as 
short as possible and should be protected against mechanical 


injury. 


A-2-4.1 It is important to select fittings for water mist systems 
that exhibit minimal corrosion because of the potential for 
the clogging of water mist nozzles. 


A-2-4.2.2  Rubber-gasketed pipe fittings and couplings should 
not be installed where ambient temperatures can be expected 
to exceed 150°F (66°C) unless listed for such service. If the 
manufacturer further limits a given gasket compound, those 
recommendations should be followed. 


A-2-6.1 In recognition of the future value of scientifically 
based fire protection system engineering or design methods 
but in consideration of the fact that the present water mist 
technology base is likely incomplete for general system design 
purposes, it is recommended that the nozzle-listing agencies 
collect and report to the manufacturer the following data for 
possible future use as required listing information: 


(a) The cumulative volumetric distribution of water 
droplets is to be reported as the flow rate per unit area 
weighted distribution of water droplets measured at the 24 
locations shown in Figure A-2-6.1(a), as a minimum. The 
radial array of measurement locations is to be positioned 
symmetrically about the central axis of the water mist nozzle. 
Additional data can be included in the weighted average cal- 
culation by rotating the complete measurement location 
array (totaling 48 locations) by 22.5 degrees relative to the 
first set of locations. The nozzle spray patterns diameter D, 
utilized for calculating the radial distances to the measure- 
ment locations is to be determined utilizing the spray enve- 
lope methodology of A-2-6.1(c) at 39.4 in. (1.0 m) below the 
tip of the nozzle. 


Water discharge distribution measurements in a plane ori- 
ented perpendicular to the central axis of the nozzle and 
39.4 in. (1.0 m) below the tip, are to be conducted using 1-ft 
x 1-ft (0.305-m x 0.305-m) collection pans centered on the 
radial measurement locations and oriented as shown in Fig- 
ure A-2-6.1(a). In the case of spray pattern diameters less 
than 10 ft (3.05 m), multiple discharge tests are to be per- 
formed to avoid physical interference between the pans. 


Droplet size distribution measurements in a plane ori- 
ented perpendicular to the central axis of the nozzle and 
39.4 in (1.0 m) below the tip, are to be conducted at each of 
the 24 measurement locations shown in Figure A-2-6.1(a). 
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Table A-1.7.3 Design Considerations for Centrifugal and Positive Displacement Pumps 


Feature 


Centrifugal Pump 


Positive Displacement Pump 


Ability to achieve high pressure 


Pressure and flow pulsations 


Head Curve 


Relief valve 


Net Positive Suction Head (NPSH) 


Pump start-up 


Strainers; sensitivity to dirty water 


Foundation 


Pump-motor link 
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High pressure requires high speed and/ 
or multi-stage design. 


Pressure and flow are smooth, varying 
only with system backpressure or pump 
speed. Pulsation dampers are unneces- 
sary. Gauges and instruments can be 
directly mounted. 


Flow from pump depends on backpres- 
sure from system. For any given pump 
speed, there is a maximum pressure that 
can be achieved. If operated at no-flow 
shutoff condition and maximum pres- 
sure, pump will vibrate and experience 
accelerated wear but will not fail cata- 
strophically. 


Not needed in pump or water mist system. 
System is designed to accommodate the 
maximum pressure achievable from the 


pump. 


Required suction head is specified by 
manufacturer. Most centrifugal pumps 
used in fire service can tolerate a wide 
range of available NPSH. Ordinary design 
of suction piping is acceptable. 


Inherent in the design, centrifugal pump 
starts in the unloaded condition. Starting 
torque not critical. 


Silty or murky water is not critical for 
pump flow passages. Some pumps have 
water-lubricated surfaces that could be 
adversely affected. Strainer for the protec- 
tion of water mist nozzles could be on suc- 
tion or discharge side. 


Ordinary 


Typically operate at motor speed. Close- 
coupled or direct drive via flexible cou- 


pling. 


High pressure inherently available. 


Pressure and flow are sinusoidal, varying 
with each plunger stroke. Pulsation 
damper in the suction piping can improve 
NPSH-A. Pulsation damper in the dis- 
charge piping can reduce vibratory stress 
to system and relief valve. Gauges and 
instruments should take their signals via 
flexible tubing or wiring and should not 
be mounted on the piping. 


Pump is positive displacement type. Flow 
from pump is proportional to pump 
speed and nearly independent of system 
backpressure. If flow from the pump is 
blocked partially or completely, discharge 
pressure will increase until full flow is 
forced past the blockage or something 
breaks. 


Pressure relief valve is needed. Design of 
relief valve must tolerate pressure pulsa- 
tions produced by the pump. 


Required suction head is specified by 
manufacturer. In general, positive dis- 
placement pumps are more sensitive to 
NPSH than centrifugal pumps. Special 
care with the design of the suction piping 
must be taken to provide as much NPSH 
as possible. 


Maximum pressure can be achieved with 
the first plunger stroke. Unloader valve in 
the discharge piping is common. Manu- 
facturers recommend motors with high 
starting torque. 


Silty or murky water is not critical for 
pump flow passages. Pumps are oil-lubri- 
cated. Strainer for the protection of water 
mist nozzles could need to be on dis- 
charge side, to avoid reduction in NPSH- 
A. 


Compared to centrifugal pumps, addi- 
tional rigidity and mass are helpful 
because of vibration caused by pulsating 
flow. 


Typically operate at less than motor 
speed. Belt drive or geared speed reducer 
is typical. Pulsations and starting torque 
are considerations in the design of the 
speed reducer. 
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FIGURE A-2-6.1(a) Droplet size measurement locations. 
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The droplet size distribution and water discharge distribu- 
tion measurements are to be made at the minimum and max- 
imum rated pressure of the nozzle. The droplet size 
distribution at each measurement location and pressure is to 
be weighted proportionally against the corresponding relative 
flow rate per unit area of water discharge. The nozzle droplet 
size distribution is to be reported as a single summation of the 
weighted cumulative count and volume percent droplet distri- 
butions for all measurement locations. The summation can be 
calculated using the following series of formulas and pre- 
sented in a chart such as that shown in Figure A-2-6.1(b). 


FIGURE A-2-6.1(b) Example of flow rate per unit area 
weighted droplet size distribution. 
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For a single measurement location, x, and bin size, y: 


¢ Cumulative count percent (single bin), c,= ,/n,+ 6-1 
where: 

n, = number of droplets in a single bin size for location x 
n,,= total number of droplets in the sample at location x 


¢ Proportional flow rate per unit area, p, =f, /F 
where: 

J. = flow rate per unit area at location x 

F= total cumulative flow rate for all locations (Z/,) 


¢ Flow weighted cumulative count percent (single bin), 
Wy = GPx + Wyy 

The above equations are to be used for all locations and all 
bin sizes. 

For the summation of all measurement location data: 


¢ Flow weighted cumulative count percent (single bin), 
6, = Zw, 

¢ Flow weighted cumulative volume (single bin), 

V1, = (mb,3)/6) (6)~ 6-1) + Vy 

where: 6, = minimum diameter for bin size y 


¢ Flow weighted cumulative volume percent (single bin), 
V2, = V1,/2V1, 

ASTM E 799, Standard Practice for Determining Data Criteria 
and Processing for Liquid Drop Size Analysis, is to be used for guid- 
ance in performing the droplet size distribution measure- 
ments, including determination of appropriate size class 
bounds and the minimum-to-maximum droplet diameter 
range at each location. 

(b) Method 2 for Calculating A Weighted Average Drop 
Size Distribution Curve. The following spreadsheet method 
can be used to obtain a statistically representative measure- 
ment of the drop size distribution of a water spray. 


(1) Determine the diameter (D) of the spray cone at a dis- 
tance 1 m below the nozzle. 

(2) As shown in Figure A-2-6.1(a) the locations for measuring 
drop size distribution are calculated as 0.203 x D; 0.353 x 
D; and 0.456 x D, from the center axis of the spray cone. 
Measuring at these locations guarantees that all the sam- 
ple areas A; are equal. Calculate A; as the area of the cone 
of diameter (D) divided by the number of sample points 
(preferably 24). 

(3) Measure the flux density (V,;) at each position at which 
the drop size distribution will be measured. This can be 
done by placing collector pans exactly at the points of 
interest. If the pan locations do not coincide exactly with 
the drop size measurement locations, plot the flux den- 
sity profile along the axis of interest and read off the V; 
value for the correct location. 

The method for calculating the weighted average is 
expressed in Equation 1: 
_ XR X Ai x Vi) 
ho EAA, *,) 


where: 


R, = weighted cumulative volume percent readings for 
drop sizes equal to and less than dupper 
R,;= cumulative volume percent readings for drop sizes 
equal to and less than dypper at location 7 
A;= area centered at location iin which the drop size dis- 
tribution can be closely represented by R, 
V, = water flux density measured at location 7 
(4) Use a drop sizing instrument conforming to ASTM E 799, 
Standard Practice for Determining Data Criteria and Processing 
for Liquid Drop Size Analysis, to measure the drop size dis- 
tribution at the point determined in step (2). One of the 
outputs from such an instrument is a table of cumulative 
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percent volume versus diameter bins, defined by the 
upper and lower diameter of a range of drop sizes. Using 
the upper bin diameter (d,pper), ensures that the result- 
ing plot can be interpreted as “R percent of the mass. . . 
in drops of diameter ‘less than’ d,.” This data must be 
input into a spreadsheet as shown in Table A-2-6.1. Then 
using the V,, or flux density measured at the location i, 
and the area A; that the measurement represents, calcu- 
late the weighted average drop size distribution R,. 


(c) Water discharge distribution in a plane 3.3 ft (1.0 m) 
below and perpendicular to the central axis of the nozzle 
using 1-ft x 1-ft (0.305-m x 0.305-m) collection pans. The water 
distribution measurements are to be made at the minimum- 
and maximum-rated operating pressures of the nozzle and 
over an area sufficient to collect at least 90 percent of the water 
discharge. 


(d) Profile of the nozzle spray envelope encompassing at 
least 90 percent of the water discharge, measured from the tip 
of the nozzle and extending over the effective range deter- 


mined from the listing investigation. The profile of the nozzle 
spray envelope is to be provided at the minimum- and maxi- 
mum-rated operating pressures of the nozzle as well as over 
the intended range of orientation angles, if in other than the 
vertically down orientation. 


(e) Spray thrust force as measured in a plane perpendicular 
to the central axis of the nozzle, at a distance of 1 ft (0.305 m) 
below the nozzle and over an area sufficient to capture at least 
90 percent of the water discharge. The measurements are to be 
made at the minimum- and maximum-rated operating pres- 
sures of the nozzle. 


For fire test purposes, the maximum distance from test 
fires should be considered as one of the following: 


(1) The manufacturer’s maximum spacing of nozzles from 
walls or one-half of the manufacturer’s recommended 
maximum spacing between nozzles, whichever is greater 


(2) The manufacturer’s recommended placement of nozzles 
with regard to local hazard protection. 


Table A-2-6.1 Sample Spreadsheet Illustrating the Calculation of a Weighted Average Drop Size Distribution Plot, Using 


Drop Size Distribution Data for Two Measurement Points Only 


Diameter First measurement location, Second measurement location Denomin- Wtd’ 
microns V; = 6.7; A; = 0.10 V;= 10.0; A; = 0.10 ator Numerator R(%) 
Upper V; V=2 X(V;ixA)) 

Diameter R;;= 1% L/min/m2 A;m? RxVxA;  Ri=2  L/min/ m2 A;m? R,xVxA; L/min &(R,xVjxAj) R,% 
1128 100.0 6.7 0.10 67.0 100.0 10.0 0.10 100.0 1.67 167.0 100.0 
973 100.0 6.7 0.10 67.0 100.0 10.0 0.10 100.0 1.67 167.0 100.0 
840 99.9 6.7 0.10 66.9 100.0 10.0 0.10 100.0 1.67 166.9 100.0 
724 99.9 6.7 0.10 66.9 100.0 10.0 0.10 100.0 1.67 166.9 100.0 
625 99.9 6.7 0.10 66.9 100.0 10.0 0.10 100.0 1.67 166.9 99.9 
539 99.9 6.7 0.10 66.9 99.9 10.0 0.10 99.9 1.67 166.8 99.9 
465 99.8 6.7 0.10 66.9 99.9 10.0 0.10 99.9 1.67 166.8 99.8 
401 99.1 6.7 0.10 66.4 99.9 10.0 0.10 99.9 1.67 166.3 99.6 
346 97.7 6.7 0.10 65.5 99.8 10.0 0.10 99.9 1.67 165.4 99.0 
299 95.4 6.7 0.10 63.9 99.6 10.0 0.10 99.8 1.67 163.7 98.0 
258 92.7 6.7 0.10 62.1 99.4 10.0 0.10 99.6 1.67 161.7 96.8 
222 86.2 6.7 0.10 57.8 98.9 10.0 0.10 99.4 1.67 157.2 94.1 
192 73.1 6.7 0.10 49.0 97.1 10.0 0.10 98.9 1.67 147.9 988.6 
165 55.8 6.7 0.10 37.4 93.5 10.0 0.10 97.1 1.67 134.5 80.5 
143 37.4 6.7 0.10 25.1 88.3 10.0 0.10 88.3 1.67 113.4 67.9 
123 24.4 6.7 0.10 16.3 77.2 10.0 0.10 77.2 1.67 93.5 56.0 
106 19.2 6.7 0.10 12.9 62.9 10.0 0.10 62.9 1.67 75.8 45.4 
91.7 15.7 6.7 0.10 10.5 48.8 10.0 0.10 48.8 1.67 59.3 35.5 
79.1 13.4 6.7 0.10 9.0 38.4 10.0 0.10 38.4 1.67 47.4 28.4 
68.2 11.1 6.7 0.10 7.4 31.4 10.0 0.10 31.4 1.67 38.8 23.2 
58.9 7.8 6.7 0.10 5.2 26.2 10.0 0.10 26.2 1.67 31.4 18.8 
50.8 5.4 6.7 0.10 3.6 21.4 10.0 0.10 21.4 1.67 25.0 15.0 
43.8 4.4 6.7 0.10 2.9 16.7 10.0 0.10 16.7 1.67 19.6 11.7 
37.8 3.9 6.7 0.10 2.6 12.7 10.0 0.10 12.7 1.67 15.3 9.2 
32.6 3.6 6.7 0.10 2.4 9.9 10.0 0.10 9.9 1.67 12.3 7.4 
28.1 3.0 6.7 0.10 2.0 8.4 10.0 0.10 8.4 1.67 10.4 6.2 
24.3 2.2 6.7 0.10 1.5 7.4 10.0 0.10 7.4 1.67 8.9 5.3 
20.9 1.4 6.7 0.10 0.9 6.5 10.0 0.10 6.5 1.67 7.4 4.4 
18.1 0.9 6.7 0.10 0.6 5.6 10.0 0.10 5.6 1.67 6.2 3.7 
15.6 0.6 6.7 0.10 0.4 4.3 10.0 0.10 4.3 1.67 4.7 2.8 
13.4 0.4 6.7 0.10 0.3 2.9 10.0 0.10 2.9 1.67 3.2 1.9 
11.6 0.0 6.7 0.10 0.0 0.0 10.0 0.10 0.0 1.67 0.0 0.0 
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A-2-8.2 The strainer or filter should be sized to include the 
head loss for a period that is estimated to be ample, taking into 
account the type of protection provided, the condition of the 
water, and similar local circumstances. 


A-2-10.2.1 Detectors installed at the maximum spacing as 
listed or approved for fire alarm use could result in excessive 
delay in water mist system actuation, especially where more 
than one detection device is required to be in alarm before 
automatic actuation results. 


A-2-10.4.3.1 Where installations are exposed to conditions 
that lead to loss of integrity of the pneumatic lines, special pre- 
cautions shall be taken to ensure that no loss of integrity 
occurs. 


A-2-11 In zoned water mist systems, the effect of water mist 
migrating into adjacent zones could activate unwanted 
releases with standard smoke detectors. Care needs to be given 
to match detection devices to the environment in both normal 
and release conditions. 


A-3-2.2.2 The simultaneous operation of all nozzles in the 
space should be achieved by the use of pilot activation nozzles, 
automatic nozzles, or by an independent detection system. 


A-3-5 Single-fluid and twin-fluid systems can be operated in 
the low, intermediate, or high pressure range. 


(a) Single-Fluid Media Systems. A single-fluid media system 
requires one set of distribution piping to transport the fluid to 
each nozzle. 

Single-fluid media systems should produce water mist 
(droplet production) by one of the means specified as follows. 

Liquid should be discharged at a high velocity with respect 
to the surrounding air. The difference in velocities between 
the liquid and surrounding air should shear the liquid into 
small droplets. 

A liquid stream is impinged upon a fixed surface. The 
impact of the liquid on the surface breaks the liquid stream 
into small droplets. 

Two liquid streams of similar composition collide with one 
another. The collision of the two streams breaks the individual 
streams into small droplets. 

Liquid is either vibrated or electrically broken into small 
droplets (ultrasonic and electrostatic atomizers). 

Liquid is heated above its boiling point in a pressurized con- 
tainer and released suddenly to atmospheric pressure (flash- 
ing liquid sprays). 

(b) Twin-Fluid Media Systems. Twin-fluid media systems pro- 
duce water mist (droplet production) by impingement of two 
fluids delivered from separate piping systems. One set of pip- 
ing provides a liquid (water) to the nozzle, and the second pip- 
ing network provides an atomizing fluid/media. 


A-4-5.3 When the storage container(s) is placed in the hazard 
area being protected, provisions should be made to ensure that 
the system operation is not adversely affected by its location. 


A-4-6.1 To assure that pump output is sufficient for the maxi- 
mum system demand, it is common engineering practice to 
provide a margin of safety by selecting a pump whose perfor- 
mance curve falls above the maximum system demand. For 
further discussion concerning the sizing and selection of 
pumps, see A-7-5.2.2. 


A-4-8.1.7 Exception. Sectional control valves and group con- 
trol valves that are intended to be normally closed, and to be 
automatically opened by an electrical or pneumatic or hydrau- 


lic signal from the system control center, do not have to be 
locked open. Such control valves should be tested as integral 
parts of the system and described in the listing literature. The 
tests for listing of systems incorporating normally closed, 
remotely activated sectional valves should address concerns 
about reliability of function. 


A-4-9.1.2 In order to prevent system impairment from two or 
more ground faults or a single open circuit condition, Class A 
circuits should be considered. 


A-4-9.1.3 Where signaling line circuits are used for zoned 
(multiple input and output) water mist systems it is important 
that circuits be capable of transmitting an alarm signal during 
a single open or a non-simultaneous ground fault on a circuit 
conductor to ensure reliable performance. 


A-4-9.3.1 Detectors installed at the maximum spacing as listed 
or approved for fire alarm use can result in excessive delay in 
agent release, especially where more than one detection 
device is required to be in alarm before automatic actuation 
results. 


A-4-10.1 The test connection is intended to permit a flow of 
agent to the most hydraulically remote point, to confirm that 
piping is properly connected and in service. This connection 
will also permit testing of flow alarms for the system. 


A-5-1 Currently, no generic design method is recognized for 
water mist protection systems. The relationship between flux 
density or nozzle spacing, and performance in controlling 
fires is not consistent between systems designed by different 
manufacturers. The system features such as nozzle spacing, 
flow rate, drop size distribution, cone angle and other charac- 
teristics, need to be determined for each manufacturer’s sys- 
tem through full scale fire testing to obtain a listing for each 
specific application. 


A-5-2 Results. The results of the listing testing should identify 
the following: 
(1) System flow rate (minimum and maximum) 
a. Flow rate per unit area (if applicable) 
b. Flow rate per unit volume (if applicable) 
(2) System operating pressure (minimum and maximum) 
a. Nozzle operating pressure range 
b. Pump/cylinder operating pressure range 
c. Pump inlet and outlet pressure and flow rate require- 
ments 
(3) General water requirements 
a. Quantity/duration 
b. Quality 
c. Temperature 
(4) Nozzle characteristics 


a. Type(s) /model numbers 

b. Flow rate (minimum and maximum) 

c. Operating pressure (minimum and maximum) 
(5) Nozzle spray characteristics 

a. Spray angle 

b. Drop size distribution 

c. Momentum/velocity 
(6) Nozzle installation parameters 


a. Distance above floor (minimum and maximum) 
b. Distance below ceiling (minimum and maximum) 
c. Distance above hazard (minimum and maximum) 
d. Nozzle spacing (minimum and maximum) 
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e. Orientation 

f. Minimum distance from walls 

g. Minimum distance from obstructions 
(7) Activation device 


a. Type/model number 

b. Activation, temperature 

c. Activation, smoke obscuration 
(8) General design parameters 


a. Pipe requirements 


1. Size 

2.Operating pressures/wall thicknesses 
b. Fittings 

1. Type 

2.Operating pressure 
c. Pumps 


1. Valves, fittings, and filters 
2.Power requirements 
3.Operating pressure and flow rates 
4.Water requirements 

d. Cylinders 


1. Valves and fittings 
2.Capacity 
3.Operating pressures 


A-5-2.2 Test Fire Hazard. The test fire hazard reflects the 
application specified in the listing. The test fires should be 
chosen such that the performance objectives of the system can 
be determined. If fire suppression or fire extinguishment is 
the preferred performance objective, and the fire tests are 
conducted inside a compartment, the test fires should be cho- 
sen such that the influence from the compartment is mini- 
mized (i.e., fire size not too large). If fire control is the 
preferred performance objective, the test fire sizes should be 
chosen in a way that the system’s ability to limit the exposure 
from the fire can be evaluated (i.e., fire size not too small). 


A-5-3.1 For some hazards fire control could be sufficient; for 
others, extinguishment could be essential. Additional objec- 
tives applicable to specific applications can be considered, 
such as the following: 


(1) Minimize collateral damage 

(2) Minimize spread of products of combustion 
(3) Reduce radiation intensity on vital equipment 
(4) Improve visibility 


A-5-4.1 The construction of the enclosure should substan- 
tially contain the water mist in the vicinity of the hazard for a 
sufficient length of time to achieve the fire protection objec- 
tives of the water mist system. 


A-5-4.1.2.1 Natural ventilation and openings in the compart- 
ment allow the hot gases layer (ceiling jet) to exhaust mist 
from the compartment, decreasing the extinguishing poten- 
tial. The flow of gases into and out of the compartment also 
alters the mixing characteristics of the system, which, in turn, 
might require the additional momentum of the mist in order 
to overcome this alteration. Forced ventilation also signifi- 
cantly reduces the amount of mist in the compartment as well 
as affects the mixing characteristics of the system. 

Prior to or concurrent with the operation of the water mist 
system, consideration should be given to automatic closing of 
doors and dampers, shutdown of electrical equipment, and 
shutdown of HVAC equipment. 


A-5-5 See Appendix D. 
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A-6-1.1 The addition of piping and nozzles to an existing 
water mist system can render the system ineffective if it leads 
to reduced pressure and flow. The existing piping does not 
have to be increased in size to compensate for additional noz- 
zles, provided that the new work is calculated, and the calcula- 
tions include that portion of the existing system that is 
necessary to carry water or atomizing medium (if used) to the 
new work. 


A-6-2 The Hazen-Williams (H-W) equation cannot be cor- 
rected for flow velocity, water temperature, viscosity, or pipe- 
wall roughness factors, all of which significantly affect the 
degree of turbulence, hence the pressure losses in piping. 
Water mist systems in general, and intermediate and high 
pressure systems in particular [> 175 psi to 4000 psi (> 12 bar 
to 270 bar) ], are likely to create conditions where there could 
be higher velocities, different water properties, or smaller 
diameter pipe than are used in low pressure systems. (As pipe 
diameters decrease, the relative effect of wall roughness 
increases). Because it allows for input of actual fluid proper- 
ties, the Darcy-Weisbach (D-W) equation should be used 
instead of the H-W equation for intermediate and high pres- 
sure systems. 


A-6-3 Many low pressure water mist systems will be similar to 
standard fire protection systems, such as sprinklers (NFPA 13, 
Standard for the Installation of Sprinkler Systems) and water spray 
systems (NFPA 15, Standard for Water Spray Fixed Systems for Fire 
Protection). It is expected that piping materials, fittings, valves, 
and pipe sizes will be selected in accordance with those stan- 
dards. These expectations imply that velocities in the piping 
will be in the same range as in sprinkler piping. This assumed 
similarity to sprinkler piping is the reason this standard 
accepts the use of the H-W equation for low pressure water 
mist systems. 


Not all low pressure water mist system piping will necessarily 
be similar to sprinkler piping, however. The designer can 
choose to use small diameter piping in order to reduce system 
weight, or, to live with high friction losses in piping in order to 
be able to install piping in a restricted space, as in an aircraft 
cargo compartment. Use of small diameter piping will put the 
velocities higher than is “normal” in sprinkler piping, which 
introduces the probability that the H-W equation will not be 
accurate. Values of the friction loss coefficient, C, which is used 
in the H-W equation, are accurate only if the flow velocity is 
close to that at which the value of Cwas measured. It is a matter 
of judgement as to what velocity is too high for the H-W equa- 
tion. American Water Works Association (AWWA) data lists C 
factors measured at a velocity of 3 ft/sec (0.9 m/sec), yet it is 
accepted practice in sprinkler calculations to have velocities in 
sprinkler piping between 10 ft/sec and 30 ft/sec (3.05 m/sec 
and 9.1 m/sec). Similarly, the tables of equivalent lengths for 
fittings and valves, used by sprinkler system designers, are based 
on fittings and valve types typical of sprinkler system. Water mist 
systems can incorporate different types of fittings and valves, for 
which the H-W-based equivalent length values will be incorrect. 
In the interest of “good practice,” the water mist system 
designer should use the D-W equation for low pressure system 
calculations when pipe sizes or other system features, such as 
the use of solenoid valves, differ significantly from normal sprin- 
kler practices. 

It is also important to note that the H-W equation contains 
no terms that account for the temperature. Hence, density 
and viscosity of the liquid also are not taken into account. It 
assumes that the water contains no additives and is close to 
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60°F (15.6°C). If viscosity or water temperature depart signifi- 
cantly from typical sprinkler system water supply conditions, 
the D-W equation should be used instead, regardless of the 
pressure regime or flow velocities. 


A-7-1.2 Although some water discharge might continue after 
the atomizing medium has been exhausted, it is not effective 
for fire suppression. 


A-7-2, Some water mist systems protect single hazards or areas. 
Other system designs are based on multiple zones with over- 
lapping protection at the zone boundaries. It is also possible 
for one water mist system to provide local application protec- 
tion for several individual hazards. Quantities of water and of 
atomizing media should be based on the most demanding 
location for the fire. For example, if a fire could start at the 
intersection of four zones, the water supply and the atomizing 
medium (if used) should be able to supply all four zones 
simultaneously. If a water mist system protects several individ- 
ual hazards that are located in close proximity, it might be nec- 
essary to design for simultaneous operation of multiple local- 
application zones. 


A-7-3 The 30-minute water supply requirement applies to 
water supply capacity and does not require that the system 
actually discharge for 30 minutes. This minimum duration 
should be provided for all water mist systems that are installed 
for life safety purposes or for structural protection. For water 
mist systems designed to protect equipment or other special 
hazards in unoccupied areas, Exception No. 1 allows the water 
supply duration to be determined in accordance with Chapter 
5. Exception No. 2 provides for performance-based design of 
water mist systems by qualified fire protection engineers. It 
should be noted that, currently, there is no generally accepted 
method for performance-based design of a water mist system. 


A-7-4.1 An extra supply (connected reserve) of extinguishing 
agent (including additives and atomizing medium, if used) 
piped to feed into the automatic system should be considered 
on all installations. The reserve supply is normally actuated by 
manual operation of the main/reserve switch on either elec- 
trically operated or pneumatically operated systems. A con- 
nected reserve is desirable for the following reasons: 


(1) Provides improved reliability for systems used for protec- 
tion of life safety 

(2) Provides protection should a reflash occur 

(3) Provides reliability should the main bank malfunction 

(4) Provides protection of other hazards, if selector valves are 
involved and multiple hazards are protected by the same 
set of cylinders 


A-7-5.1 Algae and bacteriological growth in stored water 
can clog the system by blocking the filters or strainers. 
Annual sampling or replacement of stored water is required 
by Table 10-2(b). 


A-7-5.2.2 See A-8-2. 


A-7-5.5 It is the intention of this subsection to require a fire 
department connection wherever it would be of benefit. 
Exception No. 2 provides for local area protection where the 
fire department could effectively respond with small hose 
streams or portable fire extinguishers. Exception No. 3 pro- 
vides for systems where the pressures available from fire 
department pumpers would not be adequate to supply the 
water mist system. Exception No. 4 exempts systems where the 


atomizing medium is essential for fire suppression, and water 
alone would be of no benefit. 


A-8-2 As Table A-1-7.3 illustrates, there are significant differ- 
ences between how centrifugal fire pumps and positive dis- 
placement (PD) pumps operate. Methods for properly sizing 
centrifugal fire pumps in relation to the piping system and the 
design flow rate are well established in fire protection design 
practice. Fire protection systems designers are less familiar 
with PD pumps, however. The following discussion reviews 
some of the factors that are involved in selecting and sizing 
positive displacement pumps. 

For constant-speed drivers, the discharge rate of a PD 
pump is constant. Water mist systems, however, can have a 
variable demand flow, depending on how many nozzles open. 
The problem of using a constant discharge pump on a variable 
demand piping system is resolved by combining the positive 
displacement pump with an “unloader’” valve and treating it as 
a composite unit. An unloader valve opens at a pre-set pres- 
sure and allows the unused portion of the pump discharge to 
bypass the distribution system. By including the unloader 
function, the PD pump “curve” can be plotted as a horizontal 
line, similar to a centrifugal pump curve. 


Important points to consider when selecting positive dis- 
placement pumps for a water mist system include the following: 


(1) The System Head Curve(s) (SHCs) for the water mist sys- 
tem under different nozzle-open arrangements must be 
calculated and plotted with the PD pump curve. 


(2) The actual discharge from the system is determined by 
the intersection of the SHC and the pump supply curve 
(i.e., the operating point). The operating point always 
has to be greater than the theoretical demand that is cal- 
culated for a system. The hydraulic calculations docu- 
mentation should include a plot showing the SHCs, the 
pump supply curve (or line), the calculated demand 
point, and the operating point for each condition. 

(3) In sizing the suction supply to the pump, and in calculat- 
ing the total water storage required for a given duration 
of protection, the flow rate at the operating point has to 
be used, not the theoretical or calculated design flow 
rate. 


A-9-2 All tests should be made by the contractor in the pres- 
ence of an authorized inspector. When an inspector is not 
available, tests may be permitted to be witnessed by the owner 
or owner’s representative. 


Before asking for final approval of the protective equip- 
ment, installing companies should furnish a written statement 
to the effect that the work covered by its contract has been 
completed, and all specified flushing of underground, lead-in, 
and system piping has been completed, successfully, together 
with specified hydrostatic pressure tests. 


A-9-2.2.3 The allowable drop in gauge pressure should take 
into consideration the total volume of the system and environ- 
mental conditions. Smaller systems could see a slight drop in 
gauge pressure as a result of microscopic leaks that would not 
affect larger systems. Large systems could be affected by tem- 
perature changes that could raise or lower the hydrostatic 
pressure. 


The Power Piping Code allows hydrostatic testing at 1.5 times 
the working pressure for 10 minutes, followed by 110 minutes 
at the system working pressure. 
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A-9-2.3 The following caution should be heeded: 


CAUTION 


Pneumatic pressure testing creates a potential risk of in- 
jury to personnel in the area as a result of airborne pro- 
jectiles if rupture of the piping system occurs. Prior to 
the pneumatic pressure test being conducted, the area 
should be evacuated and appropriate safeguards should 
be provided for test personnel. 


A-9-2.4.2.10 Proper shielding and grounding is particularly 
important if ac and dc wiring are combined in a common con- 
duit or raceway. 


A-10-3.7 The representative sample should include 10 per- 
cent of the water mist nozzles in the activated zone. If contam- 
ination of filters or strainers is found on inspection, it is 
recommended that all nozzles within the activated zone also 
be inspected. 


A-11-1.2 Reference is made to standards developed by the 
International Maritime Organization. 


A-11-1.5 Refer to ASTM F 1547, Standard Guide Listing Relevant 
Standards and Publications for Commercial Shipbuilding, 1994, and 
ANSI B361 Power Piping Code. 


A-11-1.6 Consideration should be given to physically separat- 
ing the pumping units. It is recommended that not less than 
40 percent of the maximum system’s flow demand be pro- 
vided from any single pumping location. Consideration 
should be given to using designs incorporating looped systems 
or arrangements that allow a section to be taken out of service 
for maintenance. When pumps from another onboard fire 
protection system, such as fire main pumps, are used to satisfy 
this requirement, they should be sized to simultaneously sup- 
ply both systems. 


A-11-1.8 When applying NVIC 9-97, copper pipe is not consid- 
ered heat sensitive; however, brazed joints are. Therefore, 
there are limitations on the proximity of brazed joints to deck 
and bulkhead penetrations. In general, brazed joints should 
be 300 mm or more from the penetration. 


A-11-1.9.3 A representative arrangement of the shore connec- 
tions is shown in Figure A-9-6.3.6(a) of NFPA 13. The internal 
shore connection dimensions are shown in Figure A-9-1.1 of 
NFPA 13. 


A-11-1.10 The preferred arrangement for pump flow mea- 
surement is given in Figure A-9-6.3.7 of NFPA 13. 


A-11-2.2 The charge of air or gas for the hydropneumatic tank 
should be such that the last gallon of water in the tank leaves 
the tank at the system demand pressure. The tank can be 
arranged with an internal charge of gas or an external gas sup- 
ply with a regulator. If an internal charge of air or gas is pro- 
vided, the equation P, V, = Ps Vs should be used to calculate the 
required gas pressure. In all cases arrangements should be 
provided to avoid filling the system piping with gas when the 
hydropneumatic tank is empty. Under normal circumstances, 
the pump should be arranged to provide water at a pressure 
greater than the gas pressure before the tank is empty. The 
reference to SOLAS requires an arrangement to prevent sea- 
water from entering the hydropneumatic tank. 


A-11-2.3. An example of an acceptable arrangement is manual 
operation of a sea chest valve (outside the protected space) to 
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allow continued operation using seawater following the 30- 
minute stored fresh water operation. 


A-11-2.6 Deluge or antifreeze systems could be needed where 
protected areas are subject to freezing. Piping subject to freez- 
ing could be subject to clogging by ice. 


A-11-2.12 If combustibles are present such that they consti- 
tute a threat, the space should be protected. One example 
would be the presence of large bundles of exposed computer 
or electrical cable. 

Typical amounts of lighting or control cabling should not 
be considered to constitute a fire threat. 


A-11-3.3 It is assumed that water mist systems for flammable 
liquid hazards and compartments require the simultaneous 
release of water mist from all nozzles in groups of nozzles in 
the manner of total flooding systems. If systems that operate 
using individually, thermally actuated nozzles are shown by 
test to have the capability of extinguishing the variety of fires 
of the machinery space fire test protocol, then manual actua- 
tion should cause sufficient nozzles to operate to achieve pro- 
tection not less effective than that demonstrated in the test 
protocol. 


A-11-3.3.1 An example of an acceptable arrangement is man- 
ual operation of a sea chest valve (outside the protected space) 
to allow continued operation on sea water following the 30- 
minute stored fresh water discharge. 


A-11-3.4 Time delays are optional on water mist systems. 


A-11-3.5.6 For systems that cycle, the 15-minute requirement 
represents 15 minutes at the maximum flow rate, as if the duty 
cycle was 100 percent for 15 minutes. 

Examples include the following: 


(a) Constant. Such as supplied by a pump 

(b) Decaying. Occurs when a pressure cylinder discharges 

(c) Uniform cycling. When a timing device is used to period- 
ically change the pressure or the flow rate 

(d) Nonuniform cycling. Such as when a heat detector cycles 
a system on and off 


A-11-3.5.7 Following the depletion of the 30-minute fresh water 
supply, if continuous sea water operation is provided at a pres- 
sure other than that used to successfully perform the machinery 
space fire tests of 11-3.2.1, the nozzle spray characteristics 
should be capable of maintaining the cooling of the compart- 
ment. Flow rates need not equal those of Safety of Life at Sea 
(SOLAS) Resolution 10, Fixed Pressure Water Spray Systems. 


A-11-3.6 It is recommended that on passenger ships designed 
to carry more than 36 persons and on all tank vessels, both the 
main and emergency sources of power should be from outside 
the protected space. 


A-11-4 The ship’s crew will be called upon to inspect, test, 
maintain, react to, and use some or all parts of the water mist 
fire suppression system. Therefore, the crew is an integral part 
of the system. Historically, the crew is the part of the system 
that system designers and installers have little or no control 
over. Much of the system will be designed to maintain readi- 
ness and operate without human intervention. However, sys- 
tem readiness and operation during an emergency will always 
involve human interaction with the system. Systems should 
include design and component features incorporating human 
factors so as to maximize readiness and utility during a fire. 
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A-11-5 Examples of water mist system design features unique 
to combatant vessels are as follows: 


(1) Extended duration water supply 

(2) Dedicated fresh water storage tanks 

(3) Dual source water supply for combat redundancy 

(4) Enhanced shock and vibration resistance 

(5) Dual system activation means 

(6) Corrosion resistance 

(7) Two source power supply with automatic bus transfer 
feed 

(8) Combat survivability features 

(9) Increased structural integrity for piping valves, fittings, 
and hangers 

(10) Redundancy and separation of controls and valves 

(11) Augmentation with foam bilge sprinkering 

(12) Full flow end-of-line test fittings 

(13) Ventilation interlock 

(14) Remote tank level monitoring 


Appendix B_ Research Summary 


This appendix is not a part of the requirements of this NFPA doc- 
ument but is included for informational purposes only. 


B-1 Water Mist Droplet Size Characterization and Measure- 
ment. A key mechanism in the successful use of water mist fire 
protection systems is the increased surface area per unit water 
volume afforded with the generation and application of small 
droplets. The increased surface area dramatically increases 
the rate of heat transfer from the fire to the water mist droplet, 
cooling the combustion reaction and diluting the oxygen con- 
centration with the generation of water vapor in the vicinity of 
the fire. It is important to characterize the droplet size distri- 
bution produced in listed nozzles for use in the future design 
and application of water mist systems. It will be valuable in 
assessing the ability of water mist droplets to control, suppress, 
and extinguish fires of all types and sizes. 

Presently, there are three basic techniques used for the 
characterization of droplet sizes in a nozzle spray: optical 
imaging; diffraction; and Doppler refraction. 

The first technique uses optical technology to photograph 
or electronically image the droplets in a small volume of the 
mist. The image is then analyzed to determine the size distri- 
bution of droplets on the image. 

The second technique uses a collimated light source 
passed through the water mist. The water droplets diffract the 
light into a series of detectors. The angle of diffraction is a 
function of the size of the droplets in the light beam. By mea- 
suring the relative light intensities on the detectors, the distri- 
bution of droplet sizes can be determined. 

The third technique uses a pair of crossed laser beams to 
generate a small sample volume through which the water 
droplets pass. The laser light is refracted inside the droplets 
and detected off-axis. The detector signal is processed to 
define the droplet size and velocity distributions. 

All three techniques are automated in most commercially 
available measuring instruments, sampling tens of thousands 
of droplets for the determination of a droplet size distribu- 
tion. The instruments typically divide the sizes into categories, 
or “bind,” defined by a range of diameters assigned to each 
bin. Results are then reported as the number of droplets in 
each bin or as a fractional distribution of number count or 
total volume in each bin. 


Most commercially available measuring instruments also 
present additional measurements of size distribution signifi- 
cant to the characterization of a water mist. One of these is the 
Sauter Mean Diameter (SMD), defined as the total volume of 
the measured droplet population divided by the total surface 
area of the population. SMD is often used as a characteristic 
dimension when mass transfer (including phase change) is 
the key process. Another important measurement is the max- 
imum diameter at which a specified fraction of the total vol- 
ume is accumulated. For example, Dvoj9 represents the 
diameter at which 10 percent of the total volume of the water 
mist is contained in droplets at or less than the specified diam- 
eter. By this definition, Dvoj9 represents the volumetric 
median diameter, that is 50 percent of the total volume of the 
total water mist is contained in droplets equal to or less than 
this diameter and 50 percent is contained in droplets of 
greater diameter. 


Appendix C Examples of Fire Test Protocols 


This appendix is not a part of the requirements of this NFPA doc- 
ument but is included for informational purposes only. 


C-1 General. In the absence of a generalized design method 
based on engineering first principles, water mist systems must 
be listed for specific hazards and protection objectives. It is the 
intent of NFPA 750 that such listings be obtained through full- 
scale fire tests and system component evaluations conducted 
by internationally recognized laboratories to demonstrate that 
performance objectives can be met. New potential applica- 
tions of water mist arise continuously, for which ad-hoc test 
procedures have been developed. Only a limited number of 
such ad-hoc fire test protocols meets the intent of this stan- 
dard, which is as follows: 


(a) Test protocols should be based on a fire protection 
engineering evaluation of the fire hazard, the compartment 
conditions, and the performance objectives for the system. 

(b) Test protocols should be developed, carried out, and 
interpreted by internationally recognized fire testing labora- 
tories. 

Only test protocols developed in that manner are recog- 
nized as the basis of a listing. The full listing consists of an 
approval report describing the results of the performance- 
based fire testing and the component evaluations, and a man- 
ufacturer’s design installation and maintenance manual. The 
nozzle characteristics, spacing between nozzles, distances 
from ceilings, walls or obstructions, minimum operating pres- 
sures and water supply requirements, are all established by the 
approval report. 


C-1.1 Testing and certification laboratories should extend 
their system evaluation to components other than the nozzle, 
based on a customized evaluation or review. Where such eval- 
uations are done, details of the evaluation criteria should be 
included in the approval report. It is the intent of NFPA 750 
that all components not included in the approval report be 
listed or approved equipment. However, some types of equip- 
ment utilized in water mist systems, but which are not fully 
evaluated in the approval process, are new to fire protection 
applications and no prior listings exist. An example includes 
the piston-type pumps used in high pressure systems. Such 
gaps in the approval process are gradually being addressed 
through changes to other standards (such as NFPA 20, Stan- 
dard for the Installation of Stationary Pumps for Fire Protection) , and 
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by case-by-case evaluations conducted by the recognized test- application and the acceptance criteria of the test protocols 


ing laboratory. 


C-1.2 Table C-1.2 identifies several organizations with wide 
international recognition that currently develop or administer 
test protocols for water mist fire suppression systems. The fol- 
lowing sections provide brief descriptions of the scope of 


that are the basis for the 1998 listings for water mist systems. 
The testing laboratories can add or subtract certain fire tests, 
at their discretion, based on their interpretation of the system 
performance limits. The reader should refer to the original 
test protocols for complete test details. 


Table C-1.2 Internationally recognized agencies with published fire test protocols for water mist fire protection systems 


Agency 


Water Mist Fire Test Protocol 


1 International Maritime Organization 
London, England 


2 Factory Mutual Research Corporation 
Norwood, MA, USA 


Underwriters Laboratories Inc., 
Northbrook, IL, USA 


4 Verband der Schadenversichen eV 
(VDS, Germany) 
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IMO MSC/ Circular 668: Alternative Arrangements for Halon Fire-extin- 
guishing Systems in Machinery Spaces and Pump-rooms. 


(a) Appendix A, “Component Manufacturing Standards of Equivalent 
Water-based Fire Extinguishing Systems,” 1994. 


(b) Appendix B, “Interim Test Method for Fire Testing Equivalent Water- 
based Fire-extinguishing Systems for Machinery Spaces of Category A and 
Cargo Pump-rooms,” 1994. 

As amended in MSC/Circ. 728: Amendments to the Test Method for Equiv- 
alent Water-based Fire-extinguishing Systems for Machinery Spaces of Cate- 


gory A and Cargo Pump-rooms contained in MSC/Circ. 668, Annex, 
Appendix B, June, 1996. 


IMO Res. A.800 (19), Revised Guidelines for Approval of Sprinkler Systems Equiv- 
alent to that referred to in SOLAS Regulations II-2/12. 


(a) Appendix 1, “Component Manufacturing Standards for Water Mist Noz- 
zles.” 


(b) Appendix 2, “Fire Test Procedures for Equivalent Sprinkler Systems in 
Accommodation, Public Space and Service Areas on Passenger Ships,” 
December, 1995. 


(a) Draft Protection Requirements for Fine Water Spray Systems for the Protection of 
Gas Turbines in Enclosures — Class 5560. 


(b) Draft Performance Requirements for Fine Water Spray Systems for the Protection 
of C Combustion Machinery Spaces and Special Hazard Machinery Spaces — Class 
5560. 


(c) Proposed Draft Performance Requirements for Fine Water Spray Systems for the 
Protection of Light Hazard Occupancies. 


(d) Fire Performance Tests for Fine Water Spray Protection for Wet Benches, 1997. 


UL 2167, Proposed First Edition of the Standard for Water Mist Nozzles for Fire Pro- 
tection Service, June 1998. 


(a) Machinery Spaces 

(b) Passenger Cabin Fire Tests 

(c) Passenger Cabins Greater than 12 m?. 
(d) Public Space Fire Tests 

(e) Residential Area Fire Tests 

(f) Light Hazard Area Fire Test 

(g) Ordinary Hazard I and II Tests 


(h) Nozzle Construction Design, Marking and Performance Requirements 


VDS 2498, Guidelines for Water Extinguishing Systems Requirements and Test Meth- 
ods for Fine Spray Nozzles, 8/96 edition. 


(a) Fine Spray Nozzles for Cable Conduits 
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C-2 International Maritime Organization Test Protocols. 


C-2.1 The International Maritime Organization does not con- 
duct fire tests, but is the body responsible for the content of 
IMO MSC/Circular 668, Maritime Safety Committee Circular, 
which contains fire test protocols intended to ensure that 
water mist systems provide protection “equivalent to” conven- 
tional sprinkler systems on ships. The actual fire tests can be 
conducted by any recognized fire test laboratory, such as SP 
(Sweden), VIT (Finland), SINTEF (Norway), or other agen- 
cies in Europe, and FM or ULI in North America. For a water 
mist system to be accepted in lieu of conventional sprinklers 
by maritime authorities having jurisdiction, it has to meet the 
performance criteria described in the test protocols. A formal 
report by the testing laboratory describing the outcome of the 
fire tests, certifying that the system performance met the per- 
formance limits of the test protocol, and along with the evalu- 
ation of components and system hardware, constitutes the 
basis for “approval” of the system by marine regulatory author- 
ities. IMO MSC/Circular 668 covers not only the fire test 
results, but also the evaluation of the water mist nozzles. 


C-2.2 Copies of the IMO/MSC Circular 668, Fire Test Proto- 
cols, can be obtained through the IMO publications office in 
London. 


C-2.3 Machinery Compartments. 


C-2.3.1 Test Method for Equivalent Sprinkler System for Class 
1, 2, and 3, Category A Machinery Compartments” addresses 
liquid fuel fires in machinery compartments of 500 m3, main 
diesel machinery in spaces up to 3000 m? and in larger volume 
diesel machinery spaces on oil tankers and container ships. 
The test compartment has a 2 m Xx 2 m ventilation opening in 
one wall. A mock-up of a large diesel engine with associated 
bilge space is constructed in the center of the test enclosure. 
Liquid fuels include low and high pressure fuel lines, lubrica- 
tion oil lines, and hydraulic oil lines, with spray, spill, and pool 
fires. Some of the fires are shielded from direct water spray by 
steel plates. Thirteen fire scenarios are described: eight use 
commercial fuel oil or light diesel oil (“high’ flash point fuels); 
four use heptane fuel (‘low flash point fuels), and one 
involves a wood crib and heptane igniter. Spray, pool and spill 
fires are tested. 


C-2.3.2 The IMO machinery space water mist system has to 
extinguish all test fires, including small hidden bilge fires, and 
prevent reignition. This test protocol requires full extinguish- 
ment of all fires. Systems that have passed the IMO machinery 
space test protocol are permitted to utilize combinations of 
total flooding ceiling nozzles and screening nozzles over the 
ventilation opening, as well as the addition of foaming agent 
to the water supply (for hidden fires in the bilge areas). Sys- 
tems can also incorporate a separate bilge protection system. 
Nozzles are generally of the non-automatic type (open) and 
the systems are permitted to be activated manually. Water sup- 
ply is provided using stored water in pressurized cylinders to 
provide the first minute of operation without electric power. 
After one minute, it is assumed that pumps will be started to 
meet the water flow demand for up to 30 minutes, from either 
stored fresh water or sea-water sources. 


C-2.4 Cabin and Corridor Fires. 


C-2.4.1 The Test Protocol for Equivalent Sprinkler Systems 

for Cabin and Corridor Fires. Describes fire tests involving 
polyether mattresses with cotton covers in sleeping quarters 
on ships. Compartment sizes range from 16 m? to 25 m? and 


up to 52 m? in luxury cabins. The luxury cabin test includes a 
wood crib and simulated furniture, which is the residential 
fuel package. Nozzles are of the automatic type (activated by 
heat in the manner of a sprinkler). The system is tested with 
cabin and corridor nozzles. In one test, cabin nozzles are dis- 
abled, and the corridor nozzles have to prevent fire from 
spreading along the corridor. 


C-2.4.2 It is important to note that, unlike the machinery 
space tests, pass/fail criteria for the cabin and corridor fires 
are not based on full extinguishment. The cabin and corridor 
fires have to be controlled by the water mist system for up to 
10 minutes, after which time the test operators manually extin- 
guish any remaining fire. The average of damage to the mat- 
tresses over all tests must not exceed 35 percent, with no test 
resulting in losses greater than 50 percent of the original 
material. 


C-2.5 Water-Based Fire Extinguishing Systems in Accommo- 
dation and Public Space Areas on Board Ships. 


C-2.5.1 The Public Space Tests evaluate the ability of water 
mist to control fires in open public spaces on ships, with ceil- 
ing heights of one or two deck heights (2.5 m or 5.0 m respec- 
tively). The open public space tests involve simulated couches 
with cotton-covered polyether mattresses on steel frames, rep- 
resenting a lounge-type setting in the center of large rooms. 
Tests are done under one, between two, and between four 
nozzles, at either 2.5 m or 5.0 m ceiling heights. Nozzles are of 
the automatic type (thermally activated). A corner fire sce- 
nario is included, which involves fire in the corner of a room 
with combustible wall and ceiling panels. The water mist sys- 
tem has to prevent fire spread to target couches and limit ceil- 
ing temperatures. The corner test includes a disabled nozzle, 
such that the fire control is achieved through operation of the 
functioning nozzles. 


C-2.5.2 The water mist system has to control the fire for 10 
minutes, after which time the operators manually extinguish 
any remaining fire. Damage to the mattresses has to be within 
prescribed limits, with the average for all tests of 35 percent or 
less, with no single test exceeding 50 percent damage. 


C-2.5.3 Shopping and storage areas on ships involve much 
higher fuel loading than encountered in open public areas. 
The IMO test protocol for shopping and storage areas involves 
plastic cups in cardboard cartons (standard Group A plastic 
commodity) stacked 1.5 m high in the same array as used for 
ordinary hazard sprinkler fire tests. Target arrays of empty car- 
tons surround the main fuel piles. 


C-2.5.4 The fire in the stacked boxes has to be controlled for 
up to 10 minutes, after which time the operators manually 
extinguish the remaining fire. Fire cannot spread to the target 
boxes, nor can charring of any of the target arrays occur. In 
any one test, damage to the boxes and plastic cups in the fire 
source cartons cannot exceed 50 percent. This test fire repre- 
sents a challenge to any water based suppression systems, 
including conventional sprinklers. 


C-2.6 IMO Component Standards. 


C-2.6.1 Annex A of IMO MSC/668, “Component Manufac- 
turing Standards of Equivalent Water-Based Fire Extinguish- 
ing Systems,” describes tests for evaluating the water mist 
nozzles. Rigorous tests are performed on the nozzle to deter- 
mine hydraulic characteristics, water flux and drop size dis- 
tributions, responsiveness of thermal sensing elements (for 
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automatic nozzles), structural strength, resistance to impact, 
corrosion, and clogging, and so forth. The tests described in 
Annex A are the basis for the component evaluations con- 
ducted by ULI under UL 2167, Proposed Standard for Water 
Mist Nozzles for Fire Protection Service. Components other than 
the nozzle, such as water or gas storage cylinders, pump, con- 
trol valves, pressure-reducing valves, or special actuators are 
not part of the Annex A protocol. 


C-3 Factory Mutual Research Corporation Test Protocols. 


C-3.1 General. Factory Mutual Research Corporation (FMRC) 
has developed the following test protocols, which are the basis for 
current listings of water mist systems and components [denoted 
by FMRC as Fine Water Spray (FWS) systems]. 


(a) FMRC Draft Performance Requirements for Fine Water Spray 
Systems for the Protection of Combustion Turbine Enclosures, Machin- 
ery Spaces, and Special Hazard Machinery Spaces with Volumes Not 
Exceeding 2825 ft? (80 m?). 

(b) FMRC Draft Performance Requirements for Fine Water Spray 
Systems for the Protection of Combustion Turbine Enclosures, Machin- 
ery Spaces, and Special Hazard Machinery Spaces with Volumes Not 
Exceeding 9175 f® (260 m*). 

(c) FMRC Draft Performance Requirements for Fine Water Spray 
Systems for the Protection of Combustion Turbine Enclosures, Machin- 
ery Spaces, and Special Hazard Machinery Spaces with Volumes Not 
Exceeding 9175 f® (260 m). 

(d) FMRC Draft Performance Requirements for Fine Water Spray 
Systems for the Protection of Light Hazard Occupancies. 

(e) FMRC Draft Performance Requirements for Fine Water Spray 
Systems for the Protection of Wet Benches and Other Processing Equip- 
ment. 


C-3.1.1 Note that the terminology machinery space refers to 
flammable liquid hazards no greater than those of diesel fuel 
and the term special hazard machinery space refers to flammable 
liquid hazards no greater than those of n-heptane. These 
terms should not be confused with the term machinery space 
used in the International Maritime Organization (IMO) doc- 
uments relating to fine water spray. They are not intended to 
be interchangeable. 


C-3.1.2 The standards describe fire test performance criteria 
and methods. Because each fine water spray system is unique 
in its design and use of components, the component testing of 
each fine water spray system is evaluated on a case-by-case 
basis. The components are tested for functionality, perfor- 
mance, integrity, and reliability. The manufacturers’ design, 
installation, and maintenance manual(s) are reviewed for 
technical content and clarity. The supplied hydraulic calcula- 
tions are also reviewed. 


C-3.2 FMRC Draft Performance Requirements for Fine Water 
Spray Systems for the Protection of Combustion Turbine Enclosures, 
Machinery Spaces, and Special Hazard Machinery Spaces with Vol- 
umes Not Exceeding 2825 ft? (80 m?). 


C-3.2.1 The objective of this standard is to assure that the fine 
water spray system extinguishes spray and pool fires that can 
occur, for example, due to breaks in lubrication, hydraulic, or 
fuel lines. Typically, these fires are highly shielded. While 
spray fires can only occur as the result of a supply line break, 
pool fires can occur as a result of a breakage or as a result of a 
small leak over a large period of time. This standard is limited 
to volumes not exceeding 2825 ft? (80 m°). The FMRC stan- 
dard assumes automatic interlocks for the following: 
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(1) All fuel supply lines (for combustion turbines, bearing 
lubrication may be left on to allow the turbine to coast 
down) 

(2) Door closures 

(3) Ventilation shut down 

(4) Electrical systems 


C-3.2.2 The water supply required is dependent upon the 
application. For combustion turbines, the water supply has to 
be sufficient to protect the turbine for the duration of its coast 
down time. For machinery spaces and special hazard machin- 
ery spaces, the protection time is 10 minutes. 


C-3.2.3 The detection is by means of heat detectors. The 
detection is so designed as to detect the fire and activate the 
fine water spray system within 60 seconds of the ignition. 


C-3.2.4 The fine water spray system has to extinguish all spray 
and pool fires within 5 minutes from time of ignition. Tests are 
conducted in closed enclosures as well as enclosures with nat- 
ural ventilation. For optional protection of insulated combus- 
tion turbines, the insulation mat can be suppressed rather 
than extinguished. 


C-3.2.5 In addition to the fire performance criteria, fine water 
spray systems used for the protection of combustion turbines 
cannot cause damage to the turbine by means of thermal shock, 
cracking of the turbine casing, or induce blade rubbing. The 
rate of cooling of the steel test plate (1 m x 2 m x 5 cm thick) 
must not exceed limits set by FMRC. It can be more difficult to 
successfully pass the cooling test than to pass the fire tests and 
the results of the cooling test often indicate the number, type, 
and placement of the fine water spray nozzles. 


C-3.3 FMRC Draft Performance Requirements for Fine Water 
Spray Systems for the Protection of Combustion Turbine Enclosures, 
Machinery Spaces, and Special Hazard Machinery Spaces with Vol- 
umes Not Exceeding 9175 ft (260 m*). 


C-3.3.1 The objective is to assure that the fine water spray sys- 
tem extinguishes spray and pool fires that can occur, for exam- 
ple, due to breaks in lubrication, hydraulic or fuel lines. 
Typically, these fires are highly shielded. While spray fires can 
only occur as the result of a supply line break, pool fires can 
occur as a result of a breakage or as a result of a small leak over 
a large period of time. This standard is limited to volumes not 
exceeding 9175 ft? (260 m°). The FMRC standard assumes 
automatic interlocks for the following: 


(1) All fuel supply lines (for combustion turbine, bearing 
lubrication may be left on to allow the turbine to coast 
down) 

(2) Door closures 

(3) Ventilation shut down 

(4) Electrical systems 


C-3.3.2 The water supply required is dependent upon the 
application. For combustion turbines, the water supply has to 
be sufficient to protect the turbine for the duration of its coast 
down time. For machinery spaces and special hazard machin- 
ery spaces, the protection time is 10 minutes. 


C-3.3.3 The detection is by means of heat detectors. The 
detection is so designed as to detect the fire and activate the 
fine water spray system within 60 seconds of the ignition. 


C-3.3.4 The fine water spray system has to extinguish all spray 
and pool fires within 5 minutes from time of ignition. Tests are 
conducted in closed enclosures as well as enclosures with natu- 
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ral ventilation. For optional protection of insulated combustion 
turbines, the insulation can be suppressed rather than extin- 
guished. In addition to demonstrating performance in volumes 
not exceeding 9175 ft? (260 m3), systems have to also demon- 
strate the capability to perform in small [4590 ft? (130 m%)] 
enclosures. 


C-3.3.5 In addition to the fire performance criteria, fine water 
spray systems used for the protection of combustion turbines 
cannot cause damage to the turbine by means of thermal shock, 
cracking of the turbine casing, or induce blade rubbing. The 
rate of cooling of the steel test plate (1 m X 2 m x 5 cm thick) 
cannot exceed limits set by FMRC. It can be more difficult to 
successfully pass the cooling test than to pass the fire tests and 
the results of the cooling test often indicate the number, type, 
and placement of the fine water spray nozzles. 


C-3.4_ FMRC Draft Performance Requirements for Fine Water 
Spray Systems for the Protection of Combustion Turbine Enclosures, 
Machinery Spaces, and Special Hazard Machinery Spaces with Vol- 
umes Exceeding 1975 ft (260 m?). 


C-3.4.1 The objective is to assure that the fine water spray sys- 
tem extinguishes spray and pool fires that can occur, for exam- 
ple, due to breaks in lubrication, hydraulic, or fuel lines. 
Typically, these fires are highly shielded. Although spray fires 
can only occur as the result of a supply line break, pool fires 
can occur as a result of a breakage or as a result of a small leak 
over a large period of time. The FMRC standard assumes auto- 
matic interlocks for the following: 


(1) All fuel supply lines (for combustion turbines, bearing 
lubrication may be left on to allow the turbine to coast 
down) 

(2) Door closures 

(3) Ventilation shut down 

(4) Electrical systems 


C-3.4.2 This standard is based on the IMO Standard For Ship- 
board Machinery Spaces, although the hazards discussed in both 
documents are different. Due to differences in system design 
and performance, extrapolation of results to larger room sizes 
is not permitted by FMRC at this time. 


C-3.4.3 The water supply required is dependent upon the 
application. For combustion turbines, the water supply has to 
be sufficient to protect the turbine for the duration of its coast 
down time. For machinery spaces and special hazard machin- 
ery spaces, the protection time is 60 minutes. Typically, the 
volumes tested exceed 28,230 ft? (800 m?). 


C-3.4.4 The detection is by means of heat detectors. The 
detection is so designed as to detect the fire and activate the 
fine water spray system within 60 seconds of the ignition. 


C-3.4.5 The fine water spray system has to extinguish all spray, 
pool, and crib fires within 30 minutes from time of ignition. 
The exception is a small shielded diesel pool fire that has to be 
suppressed. Tests are conducted in enclosures with natural 
ventilation. For optional protection of insulated combustion 
turbines, the insulation mat can be suppressed rather than 
extinguished. 


C-3.4.6 In addition to the fire performance criteria, fine water 
spray systems used for the protection of combustion turbines 
cannot cause damage to the turbine by means of thermal shock, 
cracking of the turbine casing, or induce blade rubbing. The 
rate of cooling of the steel test plate (1 m X 2 m x 5 cm thick) 
cannot exceed limits set by FMRC. It can be more difficult to 


successfully pass the cooling test than to pass the fire tests and 
the results of the cooling test often indicate the number, type, 
and placement of the fine water spray nozzles. 


C-3.5 FMRC Draft Performance Requirements for Fine Water 
Spray Systems for the Protection of Light Hazard Occupancies. 


C-3.5.1 The objective is to assure that the fine water spray system 
controls fires typically found in light hazard occupancies and 
prevents the spread of the fire beyond the room, or area, of ori- 
gin. These fires typically involve furnishings and wall coverings. 
This standard limits the heights of enclosed spaces to 8 ft (2.4m) 
and the heights of unrestricted spaces to 16 ft 5 in. (5 m). 


C-3.5.2 This standard is based on the IMO Standard For Ship- 
board Corridors, Cabins, and Public Spaces, although the hazards 
discussed in both documents are different. 


C-3.5.3. The water supply required is 60 minutes for the most 
remote nine nozzles at the rated operating pressure. 


C-3.5.4 The detection is by means of individual heat respon- 
sive elements on the nozzles. The nozzles should meet FMRC 
requirements for quick response sprinklers and are limited to 
a maximum nominal temperature rating of 225°F (107°C). 
Nozzle spacing is to be uniform with uniform spacing, prefer- 
ably one-half of the standard nozzle spacing, from the wall. 


C-3.5.5 The fire performance tests consist of three test areas: 
small compartment, large compartment, and open space. 


C-3.5.5.1 The small compartment [10 ft x 13 ft x 8 ft high (3m 
x 4m x 2.4m high)] has a small door 2 ft 6 in. x 7 ft 2 in. high 
(0.8 m x 2.2 m high) and represents a small ship cabin. The fuel 
package for this room consists of two bunk beds identical to the 
IMO specification. The purpose of this test is to delineate mist 
nozzles from sprinklers. The fire is ignited on the lower mattress 
and the test methodology is identical to that specified in the 
IMO test series. Pass/fail criteria are based on damage of the 
lower bunk (maximum of 40 percent), ceiling surface tempera- 
ture over ignition [maximum of 500° F (260°C) ], and a maxi- 
mum gas temperature 3 in. (76 mm) below the ceiling of 600°F 
(315°C). 


C-3.5.5.2 The large compartment [having equal sides not 
exceeding 20 ft (6 m) and a height of 8 ft (2.4 m)] has two 
doors [each 2 ft 6 in. x 7 ft 2 in. high (0.8 m x 2.2 m high) ] 
located in diagonally opposite corners. A nozzle is placed in 
the doorway opposite the fuel package. The fuel package 
and test method are identical to the IMO specification. The 
heptane under the wood crib is ignited first then followed, 
forty seconds later, by the ignition of the excelsior. The 
doorway nozzles do not operate (hence indicating that the 
fire would not have spread to an adjacent area). Additional 
pass/fail criteria include ceiling surface temperature over 
ignition [maximum of 510°F (265°C) ], and a maximum gas 
temperature 3 in. (76 mm) below the ceiling of 600°F 
(315°C). 


C-3.5.5.3 The open space test is conducted under a ceiling 
with a minimum area of 860 ft? (80 m?*) in order to simulate 
an uninterrupted area and a ceiling height of 16 ft 5 in. (5 m). 
At least sixteen nozzles are installed in the ceiling and the fuel 
package (sofas as outlined in the IMO specification) are to be 
arranged per the IMO specification. The test is conducted 
three times; once each with the ignition under one nozzle, 
between two nozzles, and between four nozzles. Pass/fail crite- 
ria are based on less than five nozzles operating, at least one 
unoperated nozzle beyond those that operate, damage of the 
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sofa cushions (maximum of 50 percent), ceiling surface tem- 
perature over ignition [maximum of 500°F (260°C)], and a 
maximum gas temperature 3 in. (76 mm) below the ceiling of 
600°F (315°C). 


C-3.6 FMRC Draft Performance Requirements for Fine Water 
Spray Systems for the Protection of Wet Benches and Other Process- 
ing Equipment. 


C-3.6.1 The objective is to assure that the fine water spray sys- 
tem extinguishes pool fires typically found in wet benches and 
other similar clean room processing equipment. 


C-3.6.2 The detection system has to be approved specifically 
for use in wet bench applications. Fine water spray systems 
used for this application are typically of the zoned, deluge 
type. Operating elements currently used in automatic sprin- 
klers have not been shown to be sufficiently fast enough to 
prevent significant nonthermal damage. 


C-3.6.3 The simulated clean room is 18 ft x 12 ft x 12 ft high 
(5.5 m X 3.7 m x 3.7 m high) with porous ceiling and floor 
plates. An airflow (downward) with a velocity of 60 ft/min is 
maintained throughout the test. The minimum airflow by the 
open face of the wet bench is 150 ft®?/min/linear ft (4.5 m3/ 
min/linear m). The wet bench measures approximately 7.5 ft x 
4.5 ft x 6.5 ft high (2.3 m x 1.4 m x 2 m high) and is divided into 
two areas; the ventilated subsurface (or plenum) area and the 
working surface area. The subsurface dimensions are 2.6 ft x 7.5 
ft x 2 ft high (0.8 m x 2.3 m x 0.6 m high). The working surface 
area is 2.6 ft x 7.5 ft (0.8 m x 2.3 m). 


C-3.6.4 All fires have to be extinguished in less than 60 seconds. 


C-3.6.5 Various fire scenarios are conducted to test the fine 
water spray system for the ventilated subsurface area. These 
include 5 pool fires (various sizes) utilizing polypropylene 
beads and solid coupons for fuel, and at least one pool fire for 
each of the following flammable liquids; acetone, isopropyl 
alcohol (IPA), and n-heptane. The pan sizes and fire locations 
for the flammable liquid pool fire are at the discretion of 
FMRC based upon observations made of the fine water spray 
system. Obstructions are placed within the subsurface area 
such that approximately 50 percent of the nozzle discharge is 
blocked. 


C-3.6.6 Two tests are conducted to determine the effective- 
ness of a single nozzle in an unventilated space utilizing the 
subsurface area as a test chamber. The first test utilizes a 
polypropylene pool fire and the second test uses a flammable 
liquid pool fire. Pan size and flammable liquid are at the dis- 
cretion of FMRC based on the outcome of the ventilated sub- 
surface tests. Suitable barriers are placed in the test area to 
prevent direct impingement on the fire and to provide 50 per- 
cent blockage of the discharge. 


C-3.6.7 Several fire scenarios are conducted to test the fine 
water spray system for the working surface area. These include 
5 pool fires (various sizes) utilizing polypropylene beads and 
solid coupons for fuel, and at least one pool fire for each of the 
following flammable liquids: acetone, isopropyl alcohol (IPA), 
and n-heptane. The pan sizes and fire locations for the flam- 
mable liquid pool fire are at the discretion of FMRC based 
upon observations made of the fine water spray system. The 
flammable liquid fires are also tested at the minimum and 
maximum nozzle heights, as specified by the manufacturer. A 
splashing test is conducted in which a single nozzle, located at 
the minimum vertical height above a pan of liquid containing 
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dye, is discharged at the maximum pressure. None of the con- 
tents of the liquid pool is splashed outside a 16 in. (0.4 m) 
diameter circle centered on the pool. 


C-4 Underwriters Laboratories Inc., Northbrook, IL, Fire 
Test Protocols. 


C-4.1 General. UL 2167, Proposed First Edition of the Stan- 
dard for Water Mist Nozzles for Five Protection Service, contains a 
series of fire test protocols for evaluating water mist nozzles for 
listing purposes for the following types of hazards. 


(1) Shipboard machinery spaces 

(2) Shipboard passenger cabins 

(3) Shipboard passenger cabins >12 m 
(4) Shipboard public spaces 

(5) Residential areas 

(6) Light Hazard areas 

(7) Ordinary Hazard Group 1 

(8) Ordinary Hazard Group 2 

(9) Nozzle construction, design and performance 
(10) Water mist nozzle markings 

(11) Design and installation manual 

(12) Manufacturing and production tests 


C-4.2 The UL 2167, “Shipboard Test Protocols” closely resem- 
ble the IMO test protocols with some modifications in the 
number of tests and final acceptance criteria. 


C-4.3 Residential Areas. The UL 2167, “Test Protocol for 
Residential Areas” is very similar to that for residential sprin- 
klers. A residential fuel package is used, in a compartment fit- 
ted with combustible wall panels and ceiling tiles. Six nozzles 
are installed in the room that has two open doors on opposite 
sides with the fuel package located in a corner. The nozzle 
closest to the fuel package is installed at its maximum spacing 
and the remaining five nozzles are installed using their mini- 
mum permitted spacing. Performance criteria include maxi- 
mum temperatures at several locations and the fuel package 
cannot be completely consumed. If only one nozzle operates, 
the manufacturer’s design and installation manual has to spec- 
ify at least a two-nozzle design. If two or three nozzles operate, 
at least a four-nozzle design is to be specified. 


C-4.4 Light Hazard Areas. The proposed UL 2167, “Test Pro- 
tocol for Light Hazard Areas,” in addition to complying with 
the shipboard public space light hazard fire tests, requires a 
series of fire tests to measure the ability of the nozzles to limit 
fire growth in wood cribs. 


C-4.5 Ordinary Hazard Group 1. The proposed UL 2167, 
“Test Protocol for Ordinary Hazard Group 1 Hazard Areas” 
requires the conduct of fire tests both under an open ceiling 
and in a corner arrangement. The first series of fire tests is con- 
ducted under a smooth flat ceiling at least 232 m? in area set at 
the maximum height specified in the manufacturer’s design 
and installation manual. The fire source consists of a 3 m wide 
x 5 m long x 2 m high array of Class II commodity (double tri- 
wall corrugated paper cartons with a five-sided steel liner on a 
107 cm Xx 107 cm x 12.7 cm high hardwood pallet). During the 
45-minute test, ceiling steel temperatures cannot exceed 282°C 
(540°F) for more than 5 minutes; the number of operating noz- 
zles cannot exceed a design area of 93 m?, and damage to the 
commodity cannot exceed 50 percent. The corner fire tests are 
similar to the IMO public space corner tests except that empty 
cardboard cartons are used in lieu of the sofas. The corner fire 
test series also includes a disabled nozzle fire test. 
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C-4.6 Ordinary Hazard Group 2. The UL 2167, “Proposed 
Test Protocol for Ordinary Hazard Group 2 Hazard Areas,” are 
similar to the Ordinary Hazard Group 1 fire tests except that 
the Group A plastic commodity and test array described in the 
IMO public space shopping and storage area fire tests is used 
as the open area test commodity. 


C-4.7 Nozzle Design, Construction and Performance Require- 
ments. These requirements are very similar to those specified 
by IMO. They also include requirements for open nozzles that 
were not specifically addressed by IMO. 


C4.8 Nozzle Marking Requirements. The proposed UL 
2167 contains requirements for the marking of water mist noz- 
zles. In the field, these markings provide a method of verifying 
that the proper nozzles have been installed. 


C-4.9 Design and Installation Manual. The proposed UL 
2167 requires the nozzle manufacturer to prepare a design 
and installation manual containing the following information: 


(1) Description and operating details of each nozzle and all 
accessory equipment 


(2) Nozzle limitations for each fire use type including maxi- 
mum area and height of the hazard or enclosure 


(3) Type of pipe, tube and fittings 


(4) Nozzle installation limitations including maximum and 
minimum spacing and area coverage, minimum and 
maximum installation heights and nozzle location in the 
protected volume 


(5) Operating pressure and water flow rates 


(6) Information on the inspection of a nozzle after installa- 
tion 


C-4.10 Manufacturing and Production Tests. The proposed 
UL 2167 requires the manufacturer to provide an accept- 
able production control, inspection, and test program. All 
automatic nozzles are subjected to a production leakage 
test at twice rated pressure but not less than 3.45 MPa. In 
addition, as part of a follow-up service program, samples are 
randomly selected on a periodic basis for follow-up inspec- 
tions and tests. 


C-5 Verband der Schadenversichen eV (VDS, Germany). 


C-5.1 General. VDS 2498, Guidelines for Water Extinguishing 
Systems Requirements and Test Methods for Fine Spray Nozzles, 
contains several fire test protocols. One that has been rec- 
ognized in Europe includes: Fine Spray Nozzles for Cable 
Conduits. 


C-5.2 Fine Spray Nozzles For Cable Conduit Tunnels. This 
test incorporates a propane burner flame as ignition source, at 
one end of an array of plastic sheathed cables. 


C-6 Bridging the Gap Between Test Protocols and Actual In- 
stallations. 


C-6.1 One of the greatest challenges to engineering of 
water mist fire suppression systems lies in determining 
whether the conditions of a particular test protocol are rep- 


resentative of the actual conditions in a given application. 
An engineering analysis should be applied to evaluate the 
scale and significance of variations, based on an under- 
standing of the dynamics of the interaction of water mist 
with fire. At least the following application parameters 
should be considered: 


(a) Is the fuel similar to the test protocol (liquid or solid 
fuel, flash point, combustibility, quantity, arrangement) ? 


(b) Is the compartment volume equal to or less than the 
volume of the test room? 


(c) Is the compartment height equal to or less than the 
test protocol? 


(d) Is the compartment ventilation condition similar. . . 
(area of openings, position of openings. . .)? 


(e) Are there more obstructions to the distribution of mist 
than the test protocol? 


(f) Is the duration of protection provided by the listed sys- 
tem appropriate for the actual level of protection desired? 


C-6.2 Extrapolation. It is recommended that questions about 
the match between test conditions upon which the listing is 
based, and the conditions of the actual installation, be 
addressed through consultation with the listing agency, the 
authority having jurisdiction, or other agencies with demon- 
strated qualifications in the field. 


Appendix D_ Reliability 


This appendix is not a part of the requirements of this NFPA doc- 
ument but is included for informational purposes only. 


D-1 General. There are two methods used to determine reli- 
ability: operating experience and predictive techniques. 


D-1.1 Operating Experience. The Committee contacted 
Department of Energy, Department of Defense, National 
Aeronautics and Space Administration, Coast Guard, passen- 
ger cruise ship companies, and other organizations known to 
have installed water mist systems. The purpose was to deter- 
mine the number of systems in service, and to obtain as much 
detail as possible for these installations (Listed/approved, 
acceptance test results, loss experience, accidental operations, 
and so forth). 


Using these sources a total of 35 installations were identi- 
fied, for which varying degrees of detail were obtained. The 
information is summarized in Table D-1.1. 


One fire was reported involving a hydraulic oil leak in an 
engine test cell, and two fires were reported for a system 
protecting a thermal oil system on a fiberboard press. Sev- 
eral fires were reported in combustion turbines on offshore 
oil platforms. Water mist systems operated properly in all 
cases. 


One accidental operation was reported. The accidental 
operation was attributed to location of a heat detector too 
close to the exhaust stack in an engine test cell. (See Table D- 
1.1.) 
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Table D-1.1 Operating Experience 


OPERATING EXPERIENCE 
Protected Hazard No. of Time in Fires Accidental Application Detection/ Listed Acceptance 
Systems Operation : Operation —_————— Actuation ——_———— Test (Y/N) 
Success Fail Flood Local Yes No Notes 
600 HP engine 1 mid 96 n/a n/a no x IR Flame xX Y-discharge 1 
Compressor lube oil 1 Feb 96 n/a n/a no Xx Smoke X  ¥discharge 2 
system 
Engine test cells 1 no iL XP Heat det. 3 
7combustion turbines 7 spring 93 __ several no unknown X? 4 
(on oil platforms) 
5 diesel fire pumps 5 spring 93 n/a n/a unknown 
(on oil platforms) 
5 diesel generators 5 spring 93 n/a n/a unknown 
(on oil platforms) 
2 deep fat fryers (on 2 spring 93 n/a n/a unknown 
oil platforms) 
6 cruise ships ? unknown none none 1 5 
Lube oil systems for 6 6 1996 (2) none none none combination 
combustion turbine 1997 (2) 
driven compressors 1998 (2) 


(natural gas pipeline) 
Thermal oil system on 1 2 none none X? xX 6 
fiberboard press 


Notes: 

1. Atsome time after acceptance test, white residue was noted in pipe. Laboratory tests determined it to be zinc oxide. Piping was flushed but residue 
remained. 

2. During acceptance test, system failed to operate due to low pressure. Investigation determined that a 1/4 in. copper tube had separated from a 
brass fitting. On second discharge test, 3 of 25 nozzles were plugged, possibly due to use of pipe joint compound. System remained out of service 
22 months after installation due to concern for accidental operation during cutting and welding operations. Chalk like material has formed on in- 
terior surface of pipe; believed to be oxide. 

3. Fire activation: A hydraulic line break occurred on an engine under test. System operated properly and extinguished the fire. Accidental activa- 
tion: System operated 50 hours into engine test, near end of test cycle. One heat detector may have been located too close to exhaust stack. 

4. Systems are tested periodically with limited discharge of a few seconds to verify the system is operational. 

5. Six vessels have water mist protection for engine rooms, dining areas, ballrooms, and escape routes. Engine room systems are manually controlled. 
One accidental operation, in dining room. 

6. Oil spray fire burned 2-3 hours, fought unsuccessfully by plant personnel using hose streams. Water mist system was manually activated and ex- 
tinguished fire within 20 seconds. When press was placed back in service, a second fire developed at an undetected crack in thermal oil system pip- 
ing. This fire was also extinguished by the water mist system. 


D-1.2 Predictive Techniques. Predictive techniques outlined 
in ISA-S84.01, “Application of Safety Instrumentation to the 
Process Industries,” provide guidance to determine the safety 
integrity level (SIL) of a protection system. The main docu- 
ment establishes SILs needed for various safety systems (SIS). 
Parts 2 to 4 of ISA-S84.01 provide information on three differ- 
ent methods that can be used to determine reliability: simpli- 
fied equations, fault tree analysis, and Markov analysis. Part 5 
of ISA-S84.01 determines the probability of failure on demand 
(PFD) of Logic Solvers via Markov analysis. 

The average probability of failure of a system at various 
SILs is shown in Table D-1.2. 


Table D-1.2 Safety Integrity Levels 


SIL PFD (avg) 
1 10? to 102 
2 102 to 10° 
3 10° to 104 


The user of the system should designate the safety level 
desired based on either dollar loss or personnel injury. Where 
a high level of safety is required, the analysis should be done 
by an independent third party. For lower safety levels the man- 
ufacturer could do the analysis. 

The Navy used reliability studies to evaluate the reliability of 
halon systems for shipboard use. Approval for service was depen- 
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dent on a reliability study. The main advantage to the analysis was 
the identification of single points of failure. Failure rates were 
determined for the systems designed, but these appeared to be 
less meaningful than identifying single points of failure. Reliabil- 
ity was improved by eliminating abort valves and installing a man- 
ual actuation system to bypass the time delay for the pre- 
discharge alarm. Manual activation was acceptable because the 
protected areas on board ship are constantly occupied. 


D-1.3 Conclusions. The following conclusions were derived 
from the review of operating experience: 


(a) Systems are being installed to protect applications for 
which they have not been tested. 

(b) Users do not have adequate information to determine 
whether the system has been properly designed and installed. 
The following additional information is needed: 

(1) List of system components 
(2) Design, installation, and maintenance manual 
(3) Logic diagram 

(c) Acceptance tests are critical to the reliability of the sys- 
tem. Full flow tests are the best indication a system has been 
properly installed. There are installations where this cannot 
be done. For these applications water should be flowed as 
close to the nozzles as possible then diverted to a safe area. 
The rest of the system should be visually inspected or gas 
should flow through the system to be sure it is clear. 
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FIGURE D-1.3 Water mist system questionnaire form. 


Water Mist System Questionnaire 


Questionnaires will be used to determine the reliability of water mist systems. The questionnaire should be 
completed by the user and forwarded to Staff Liaison, NFPA 750 Water Mist Reliability, 1 Batterymarch Park; 
P.O. Box 9101; Quincy, MA 02269-9101. Phone: (617) 770-3000 

1. Date of installation 


2. The protection is for (combustion turbine, engine test cell, etc.) 


3. Type of system (check box) OU TotalCompartment OU Zoned JU Local Application 
4. Acceptance test 
Was a full discharge test done (check box) 2 Yes OU No 


What were the results? 


. The system is listed by a nationally recognized testing lab: 21 Yes O21 No MO Unknown 


1 heat 4 flame 


5 

6 QO smoke O) manual 
7. How long has the system been in service? 

8 

9 


. The system is actuated by (check box) 


4 Yes QO No 
O Fire WU Accidental 
11 Yes UO No 


. Has the system actuated (check box)? 


. If yes the operation was due to (check box) 4 Other 


10. The system operated properly (check box) 


11. If the system failed, or operated accidentally, please explain: 


Contact: 


Phone: 


(d) Operating experience is more accurate than predictive 
techniques in determining the reliability of a system. There is 
not enough operating experience to date for water mist sys- 
tems. A questionnaire as shown in Figure D-1.3, distributed to 
users of water mist systems and returned to the committee, 
would be helpful in gathering information. 


(e) Where a water mist system is used for life safety, a pre- 
dictive method should be used to justify the system is as reli- 
able as the protection system required by code. 


Appendix E_ Referenced Publications 


E-1 The following documents or portions thereof are refer- 
enced within this standard for informational purposes only 
and are thus not considered part of the requirements of this 
standard unless also listed in Chapter 12. The edition indicat- 
ed here for each reference is the current edition as of the date 
of the NFPA issuance of this standard. 


NOTE: This information will be utilized for statistical information only and will not be available outside of NFPA. 


Date: 


E-1.1 NFPA Publications. National Fire Protection Associa- 
tion, | Batterymarch Park, P.O. Box 9101, Quincy, MA 02269- 
9101. 

NFPA 13, Standard for the Installation of Sprinkler Systems, 
1999 edition. 

NFPA 15, Standard for Water Spray Fixed Systems for Fire Protec- 
tion, 1996 edition. 

NFPA 20, Standard for the Installation of Stationary Pumps for 
Fire Protection, 1999 edition. 

NFPA 70, National Eelectrical Cod®, 1996 edition. 

“Water Mist Suppression Systems,” Fire Protection Handbook, 
18th Edition. 


E-1.2 Other Publications. 


E-1.2.1 ANSI Publications. American National Standards 
Institute, Inc., 11 West 42nd Street, 13th floor, New York, NY 
10036. 

ANSI B 31.1, Power Piping Code, 1995. 

ANSI C2, National Electrical Safety Code, 1993. 
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E-1.2.2 ASTM Publications. American Society for Testing 
and Materials, 100 Barr Harbor Drive, West Conshohocken, 
PA 19428-2959. 

ASTM E 380, Standard Practice for Use of the International Sys- 
tem of Units (SI) (the Modernized Metric System), 1993. 

ASTM E 799, Standard Practice for Determining Data Criteria 
and Processing for Liquid Drop Size Analysis, 1992. 

ASTM F 1547, Standard Guide Listing Relevant Standards and 
Publications for Commercial Shipbuilding, 1994. 


E-1.2.3 CSA Publication. Canadian Standards Association, 
Rexdale, Ontario, Canada. 
CAN3B-A234.1, Canadian Metric Practice Guide, 1979. 


E-1.2.4 IMO Publications. International Maritime Organiza- 
tion, 4 Albert Embankment, London, SEI 7SR, United King- 
dom. 

IMO Fire Test Procedures 

SOLAS Resolution 10, Fixed Pressure Water Spray Systems. 

IMO Resolution A.800(19), Revised Guidelines for Approval of 
Sprinkler Systems. 
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E-1.2.5 FMRC Publications. Factory Mutual Research Corpo- 
ration, 1151 Boston-Providence Turnpike, Norwood, MA 
02061. 

Draft Protection Requirements for Fire Water Spray Systems for the 
Protection of Gas Turbines in Enclosures — Class 5560. 

Draft Performance Requirements for Fire Water Spray Systems for 
the Protection of C Combustion Machinery Spaces and Special Hazard 
Machinery Spaces — Class 5560. 

Proposed Draft Performance Requirements for Fine Water Spray 
Systems for the Protection of Light Hazard Occupancies. 

Five Performance Tests for Fine Water Spray Protection for Wet 
Benches, 1997. 


E-1.2.6 UL Publication. Underwriters Laboratories Inc., 333 
Pfingsten Road, Northbrook, IL 60062. 

UL 2167, Proposed First Edition of the Standard for Water 
Mist Nozzles for Fire Protection Service, June 1998. 


E-1.2.7 VDS Publication. VDS, Pasteurstrabe 17A, Koln 
50735, Germany 

VDS 2498, Guidelines for Water Extinguishing Systems Require- 
ments and Test Methods for Fine Spray Nozzles, 1996 edition. 
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Equivalent pipe lengths... .. 0.0.0... 0... e cece eee eee 6-3.6 
Inspection frequencies ...........0 6. eee eee eee Table 10-2 (a) 
Installation requirements ........ 0.00. c eee eee 4-4 
Standards... srs 3S ih ding Malte Sanne aerate Table 2-4.2.1 

Flammable liquids hazards systems ........... 11-1.2.2, 11-3, A-11-3 
De fini tons sins: opeiciayditindeiig lous, eae ena hoagie’ 11-1.1.1 

Flow calculations ...................see Calculations, system flow 

Forced ventilation ......................... 5-4.1.2.2, A-5-4.1.2.1 

Friction loss formula...... 2.20.6... 006 6-3.2 

Buel ty peso esis cas i aisle woke Bae ie Soph AEE Rae ese eS 5-4.2.2 

-G- 

Gas, compressed....................-. 5 see also Atomizing media 
Gas containers ....................see Containers, gas and water 
-H- 

FV AN BOTS 5-2. la lsaee sf assed Beeal aecis Me hese okies ateaens ab acest ese eee Read 2-5 
Acceptance review Of..............- 9-2.4.1.3, 9-2.4.1.5, 9-2.4.1.7 
Inspection frequencies .......... 06... e ee eee ee Table 10-2 (a) 
TnistallatiOn:s0%s400.8.4 tes 85 Paw ee Sai oe PRR eR arena 4-3.2, 4-3.4 
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Marine water mist systems ................00005 11-1.5, A-11-1.5 VALVES ik Me wow ogee MEU og dane Pdi Mee eae So 2-7.1 

Hardware.................5 see Components and hardware, system Local application systems ............00 6.0 e cece eee BQ 

Hazards Definition essai ieee als woe hd alta Beak bene doce bane 1-4.24.2 
Classification 2.283.44343.2540i4.8365 05 Wb oe ia bh tk OAR? Low pressure systems 
Marine water mist systems ...............0.. 11-2.9.1 to 11-2.9.3 Definitions 3:4 S22 es ed ete ow eae ida aia secs 1-4.13 
PETSONNEL geste ct ae tN ee tS arnt ee 1-7.1, A-1-7.1, A-9-2.3 Biting? shige Seeing Seale eee e auteurs os 2-4.2, 4-4.1, A-2-4.2.2 

Hazen-Williams calculation method............... 6-3, A-6-2, A-6-3 Hazen-Williams calculation method.................. 6-3, A-6-3 

High pressure storage containers (cylinders) .......... 4-5.5, 10-2.4 FAVA OStatic teSts we singin aatieneiille Siete adie Ronde sien Takeda Sen, Bene 9-2.2.2 

High pressure systems Piping and tube ............0 00 c eee eee 2-3.3, 43.1.1, 43.4 
Darcy-Weisbach calculation method ....... 6-2, Table 6-2.1, A-6-2 
DT TUGIY: foe. rg aa sg) Be Gtce leek hs th oe Jul enor cae Gd eres ee 1-4.10 -M- 

FIN gS... ees 2-4.3 Maintenance, system ............0..00e0 eee Chap. 10, A-10-3.7 
Hydrostatic tests... 6... eee eee eee 9-2.2.3, A-9-2.2.3 BYE Quen cles ieee ds aids wal sloth Des athe wpe: Me tiatod wa Table 10-3.2 
Piping and tube ........... 0... eee eee eee eee 2-3.4, A-2-3.4.2 Mati all, 2-8 aiecysys-tun cor in @ ah ah Riek Rars Unsciun Gin atese wihigng rea n ler 8-4.2 
Pumps fon 4 $ecch4.5 i iie dee ck fa add ep tebbetndls Gerais A-1-7.3 Owner/occupant, responsibility of...............002 00s e 10-1 

Hybrid nozzles... 01... eee eee ee BB (3) Reports: ta gia ha aioe a nadhaletngdiatusesnem wlele Dhar adie deci 8-4.4 
Definition .. 0.0.6... eee eee eee eee 1-4.22.3, A-1-4.22.3 Manual actuation systems ............. 2-10.3.4 to 2-10.3.6, 2-10.3.8 

Hydraulic systems... 1... 66... eee 2-12 Approval ics {25 tiavce ta tacat andy theo Qoadac enlaces 2-10.1.2 
Flow calculations documentation .............. 0000 e eee eee 8-2 TiistallAtiO iis, : ait Bk i At eh ASE ee A Melt CN Dues Ad Pots 4.9.4 
Junction points .. 6.6... o eee eee ee eee eee 6-3.5 Marine systems. ........ 000.0000 cece cece e ees 11-3.3, A-11-3.3 

Hydrostatic tests... 0.66.6. 9-2.2, 10-2.4 Total compartment application systems................. 3-2.2.2 

Zoned application systems ..........6 6.0. c eee eee eee 3-2.3.1 
ae Manual pull stations................0...00 00 eee 9-2.4.2.5, 9-2.5.5 

Identification..............0 5.00.00 e eee eee eee SO Marking Manuals 

Inspection .... 0.6.6.6 eee eee ee eee eee 10-2, 10-3.7, A-10-3.7 Design and installation ........ 0.0.00. cece eee ee O26 
Containers, gas and water .... 6.6... 1s. eee e eee eee A22.2.2 Operation and maintenance. ............ 00. e eee eee eee 8-4.2 
FREQUENCIES 3 o5c he SO Reins e i taeidae s mianetd Saloed Table 10-2(a) Marine systems........0... 00000 c cece cece cece Chap. 11, A-ll 
Owner's responsibility for................ 10-1.1 to 10-1.2, 10-1.7 Combatant vessels ..... 2. cc cc cccccccccccccceece 11-5, A-11-5 
Reports 6... ee eee eens 8-4.4 Flammable liquid hazard systems........... 11-1.1.1, 11-3, A-11-3 

Installation requirements ...................000000- Chap. 4, A-4 Human factors... oc ccc ccc cece eeeeeeeeee 11-4, A-11-4 
Containers, gas and water .........-..++ 005: 45, 7-5.4.4, A-4-5.3 Sprinkler equivalent systems............... 11-1.1.2, 11-2, A-11-2 
Detection systems ........... 0.00. e eee eee 4-9.3, A-4-9.3.1 Marking 
Flectrical.Syst€msy 4.2 ss 2s Shoe scr P ee Sea Wiese eae age tan 4-9, A-4-9 Containers, gas and water.......... 000s seen eee 9-92.94, 9-9.9.6 
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Nozzles... 00. eee ees 42 Piping: anid Ube: aise cea din a ie ieleneehee Ges cece gueiel ravages ieee 2 23.5 
PIping aN UB! se. kip soaied B aeoyenstie Ra capes eg le aaled seed jergen egal 43 Shore connections. ........ 0000s 11-1.9.3 
Pressure: CAUSES: (3.255 serais achat ates sid wena oy tea nadio wet s 4-8.5 System operating devices. ............ 0.00 e eee eee eee 9-10.3.8 
Pumps and pump controllers ..................0-. 4-6, A-4-6.1 WaAIPeS es es des sed ath ods eRe shew 9-7.3, 4-8.1.4, 4-8.3.1.5, 4-8.3.2.7 
Strainers and ‘filters. on) fen 2s See eee CR Ree asc 4-7 Measurement, units of..............0.0. 000 eee eee 1-5, A-1-5.1 
Valves coifie ie Re a at as ae ida Gy aated Min dusted ead 4-8, A-4-8.1.7 Media systems.......... see Single-fluid systems; Twin-fluid systems 

Intermediate pressure systems Mounting brackets ............... 0.000000 e eee eee S see Hangers 
Darcy-Weisbach calculation method ....... 6-2, Table 6-2.1, A-6-2 Multiple container systems .... 1.0.2.0... 0.00 c cece eee ee 2-2.3 
DetinitiOn 5.44444 9) Ob 4 Kea a ok Oey bay RG bey Cay 1-4.11 
Bithineestiar ise eae eke NAS tn LR Sete 2-4.3 aN? 

Hydrostatic tests... 0.00 c ccc cece ees 9-2.2.3, A-9-2.2.3 Nameplates... . 2.6.6.1. e sete etter eee see Marking 
Piping and tube ..........0...-20000 eee 2-3.4, 43.4, A-2-3.4.2 Natta ven MAG Otis scene tapers tebe e tne eae ree 
Nonautomatic nozzles (open) ..............6. 000000 00+++ 3-3(2) 
ef Definition’: 5.4 bags cand a Sad a BS ad be Ce ea ee es 1-4.22.2 
; . Deluge systems... 2.0... 6. eee ee ete eee eee DAL 
Junction points, hydraulic ................. 0.0.0 e cee eee 6-3.5 

Normal pressure formula ..............0. 0000 c eee eee 6-3.4 
L Nozzles ............ + SCE also Automatic nozzles; Hybrid nozzles; 

Nonautomatic nozzles (open) 

Listed /listing Acceptance review of. ......... 0.0000 e eee 9-2.4.1.2 to 9-2.4.1.5 
Control equipment... 6.6... eee eee eee ee 2-10.4.2 Clearances ......... 0.0 eee eee 2-6.1(5), 2-6.1(7) to (10), 42.2 to 
DefiniGone 335.5, aie ye Bek ees Baw te eas 1-4.12, A-1-4.12 4-2.7, A-2-6.1 
Evaluations 2.0.0... 0.00.0 e cece eee eee ee ee DQ, A-5-2 Definitions 6c 2p ese Rasen da eked dR Keds athe BR AES 1-4.22 
FilterSee-hb se Me heh Ss Leeda eRe eG dete tebe Bile be 2-8.4 Filters or strainers for .... 0... 2.2 eee eee eee 7-5.1.2 
Marine water mist systems ........... 0.0000 e ee eee 11-1.3 Inspections: 3 tiniest eal eels et Table 10-2(a), 10-3.7, A-10-3.7 
INO22168 233.9 Pent idle eee eR es ce 8 Ne 2-6.1, A-2-6.1 Installation requirements .... 6.2.0... 0 0 eee ee 4-2 
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Testing Trequencies:\. eae sis ha paw one site eka Table 10-2(b) 
-O- 
Obstructions, to nozzle discharge........ 2-6.1(9), 2-6.5, 4-2.5, 5-4.4 
Operating devices... 2.0.6... eee 2-10.3 
Operation methods. ..... 2.2.0.6. 6 ee BA 
Mari tials ire: tsa a savit deserter rahe teunre fossa taee lorledertiagabieve, waaay actonspasting i 8-4.2 
Sequence of operations, written ............. 0.000 eee eee 8-4.3 
Operational tests... 22... 66. eee 9-2.6 
Owner, maintenance responsibility of....................... 10-1 
-P- 
Penetration, pipe ............ 6.6... ce eee eee ee 11-1.8, A-11-1.8 
Performance objectives ................ 000000000224 .5-3, A-5-3 
Personnel 
Hazards ® iiicdocatele chit shouspentes Palgigts Paneehaeube 1-7.1, A-1-7.1, A-9-2.3 
I GALTNI Gs break setzaye rec yet cays aks Sie bye Mages Ors ORAS wes a red be aes 10-4 
Piping and tube esses secssico. ae gin hal ews eal othe 1h hai 8S 2-3, A-2-3.1 
Acceptance review of ............. 9-2.4.1.1 to 9-2.4.1.3, 9-2.4.1.5 
Bending fbi 05. bak bah Seale Gases Ras Bed weds 2-3.2, 2-3.6 
Deluge systems: 535.200: goes Sie, Peed wis SG as hs eels 3-4.1 
Dry pipe Systems’, 5 oP he wl ae AE ae ented chee’ 3-4.4 
Earthquakes, damage protection against ................. 4-3.5 
Equivalent pipe lengths, valves and fittings ............... 6-3.6 
PlCKi DI Gs ciehc ec bh Sole hl aA Pele ok eal ah 2-3.4.2, A-2-3.4.2 
Flow calculations................. see Calculations, system flow 
Flushing or cleaning of ..... 0.20... 00.00. c eee eee eee 9-2.1 
Ten tification visio cao cys as ie G8 ade gah AE ees oi naa aheg teas 2-3.5 
Inspection frequencies. .............06 50000 e ee Table 10-2 (a) 
Installation requirements. ...... 0.6.6... 0c c ec eee 4-3 
Intermediate and high pressure systems... . . 2-3.4, 4-3.4, A-2-3.4.2 
Low pressure systemS ...........0.00 2000 eee 2-3.3, 4-3.1.1, 43.4 
Marine water mist systems ........... 11-1.11 to 11-1.12, A-11-1.8 
PHEACHON SYSLEMIS. sao. ep is, sd st ag eo oe joe atie| oye val ei ata-e, Seat etre Saas 3-4.3 
Dan ards crises sresinwmgs sid bs Maura Mages Mo ee Aa Table 2-3.3.1 
System operational tests... 1.0.0... cece eee eee 9-2.6.1 
Wet pipe:systéms:.s2 Vos edi tied heh Pee la tee dees 3-4.2 
Plans, working. ... 22.0.0... eee ene 8-1 
Pretimatic Systems soy. ice ss, dicg ef sated ioe Bee Baarssh dd pa acan G08 sd Malate ches Poe 2-12 
Calculations 
Atomizing media in twin fluid systems ................... 6-4 
DOcumen tawny 05363 seis apes feos BS eset eas eet 8-3 
Control equipment. .................604. 2-10.4.3, A-2-10.4.3.1 
Pressure test gis: ti5 sdveus Webdadediedend eet de doses ears A-9-2.3 
Power supply 
Air COMPTessOrss sal. stony nai Ce edink Poa 7-6.2.2 
Detection, actuation, alarm, and control systems ....... 2-10.2.2, 
4-9.2.3, 4-9.3.2 
Marine water mist systems ............... 11-2.7, 11-3.6, A-11-3.6 
PUI Sierras Mare ety etererg dys Googe Gre Mape'y Sys Majeh te a sod atte 2-9.2 
System operating devices ......... 0.6.00. c eee eee eee 2-10.3.2 
Preaction systems .... 6.2.0.0... ce eee 3-4.3 
AUP HOSIS 2d ochdie bocehed, ah eeyd ebectedd ekesnb eases ae 9-2.3, A-9-2.3 
Def Ores actesni sail spun dois Bove oie Spun Big) Age menage nee ek 1-4.24.3 
Pre-engineered systems 
Components for ....025.0 sein ole oa sale ARNG 2-1.1 to 2-1.2 
Definitionys oo 2. nels: $5 seen wed gous dels oats pice 1-4.24.4, A-1-4.24.4 
Duration os bs. eek hk A 7-3, A-7-3 
Modifications ...5: 0:4 Kae Rae ea wa ee Na ak eS 6-1.2 
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Preliminary functional tests ................ 00.0 c eee eee 9-2.5 
Pressure 
Containers, gas and water.............. 0000 eee eee 2-2.2.7 
Working ..............000000+4+4+.... See Working pressure 
Pressure gauges .... 0.0.0.0... eee ees 7-7 
Installation requirements ... 2.2.06... 6.6 cece eee 4-8.5 
Marine systems. ............ 0.0.0.0 cece eee eee 11-1.7.4(a) 
Pressure regulating valves (PRV) ................ 0.000005 4-8.3.2 
Pressure relief devices/valves 
COntaINETS 362 Bk fh cokes obs Oat odes baak Baca 2-2.2.3, '7-5.4.5 
Tinstalbatronis, geist cust God ytd aay 8 eas he ua ans Sauces Sean ater 4-8.3 
Pumps so Stis te tide bho itap ed Maes eae eet eas 2-9.1.3 
Testing frequencies ......... 6.0.0 e eee eee Table 10-2(b) 
Protection/damage prevention ........5 see also Corrosion resistance 
Containers, gas and water............ 4-5.4, 4-5.5.4, 445.8, 7-5.4.2 
to 7-5.4.3 
Farthquakes against) oie ui, Me Sl hele Pa naes, Bee 4-3.5 
Marine-systems? o..ci tin satan Olid tata Oh a eee 11-1.4 
NO2zlesiiss hob eG fue Cae teed Cuan ada eh tube ae 4-2.8 
PUMPS esol s Sint id ln cele at tei tad haa 8 do 2-9, 7-5.2, A-7-5.2.2 
Gentihiigalins 43.5 aso eee tek aes BL ea PS A-1-7.3, A-8-2 
Installation requirements .............. 000000000. 4-6, A-4-6.1 
Marine systems................. 11-1.6, 11-1.7.1, 11-1.10, 11-2.8, 
A-11-1.6, A-11-1.10 
Positive displacement ..................04- 1-7.3, A-1-7.3, A-8-2 
SUpervisiOn 5 ac ee La oda Set eeleels aang 4-6.3, 7-5.2.3 
Testing frequencies .... 02.0... 0.0 eee eee Table 10-2(b) 
Purpose of standard ............... 00.0 e ce eee eee ee 1-2, A-1-2 
-R- 
Referenced publications....................... Chap. 12, App. E 
Release devices ..........0.0.0. 0.00 e eee eens 2-10.3.1, 2-10.4.2 
Preliminary functional tests ............ 000.0 cee eee ee 9-2.5.2 
Testing frequencies: o.oo. 5 06 64 okie oan, oe ee Hetesud vs les Table 10-2(b) 
Reliability, system... 1.2.2.0... eee es App. D 
Replacement parts... .. 0.6... eee 10-3.6 
Nozzlesiasicwidoe gap hyve Gags ahh eee eae Vas Cates 2-6.7 
Strainers,and MMETS 64 hast ety Shaka ae ee aha Sale hae 2-8.8 
REP Ont si.5 By sides asi ei aioe oa Gd optus oh Woe Amana aa mae see eladse 8-4.4 
Retroactivity of standard...... 0.2.0.0... 00 ccc nee 1-3 
-S- 
Safetyndusgncudee nat hes pot ous hoe de en weed 1-7, A-1-7, A-9-2.3 
Scope of standard ........... 0... ec cece ee 1-1, A-1-1 
Sea chest valves .........0..... 00 cece A-11-2.3, A-11-3.3.1 
Sea inlets... 36 nog Boyde et ate edge OLE RES 11-3.5.7 
Shall be considered (definition).................. 1-4.15, A-1-4.15 
Shall (definition) ... 0.6.6... .0 06. c cee eens 1-4.14 
Shielding, of misting spray patterns........................5-4.4 
Shore connections ................00 ccc eee eee 11-1.9, A-11-1.9.3 
Should (definition) ............ 0... 1-4.16 
Shutoff Valves) oi 5 Bes yu Kos us COE ea CUE aes 11-1.12.8 
Shutoffs ............................ see Disconnects/shutoffs 
Sight: Glasses 4.0525 sscie osc: sunie ray Socios Bie Ryelse aban! Dose alae MAME Rees 2-2.2.5 
Signaling systems ........................... seeAlarm systems 
Single-fluid systems............................35(1), A-3-5(1) 
Darcy-Weisbach calculation method ................. 6-2, A-6-2 
Definition. ote teers a te i neat pate Gutta 1-4.17 
Spare parts. f ..s ged ot oa ee gS aS see Replacement parts 
Sprinkler equivalent systems........................ 11-2, A-11-2 
Dehinition Ssssstto he yi tis Fits The dies Boies anae heee a es eS 11-1.1.2 


INDEX 750-59 
Standards Galculations: ‘510 Shake ees bie faded Sine Asa ot OAS 6-1, 6-4 
DEAT ION: 244, ngs Sass a eelintid a RiaVewin tv eR ate Behe ee wane edGee uh hie 1-4.18 Definitions .4 9 26.04. e.oek os Pals Bee ceva cede eer a Bh des oR 1-4.20 
International Maritime Organization ............ 11-1.2, A-11-1.2 
Steel, stainless -U- 
PICU Shes Se SO dh ek Raed ag. hata eh tikes ee adtesato Table 2-4.2.1 Unwanted system operation .....................005 2-11, A-2-11 
Tube. . 0. ccc cece bee cece bebe bebus Table 2-3.3.1 Uses, of water mist systems............... 0.0.00 0005 1-6.2, A-1-6 
Storage containers................. 5 see Containers, gas and water 
Strainers: to.n1G 324 nee eh eee 2-8, 7-5.1.2 to 7-5.1.4, A-2-8.3 nye 
Inspection ..........0.0 000 e eee eee eee 9-2.6.4, Table 10-2(a) Valves. . . Ce eae see also Control valves; Pressure relief 
Installation requirements... 2.20.6... 6. 4-7 Gite tt ha ttl ae et ae ig ae ol 48.4, 76.1.5 
Maintenances. 43%: ieviictne hanes nba dey ade aces 10-3.8, Table 10-3.2 Equivalent pipe lengths. «sc /s.csvsevswesovess eoveav ess 6-3.6 
IAAT ARIAS STC pa rostgreactro are kb ae a IE yes Installation requirements ..............6.00 00055 4-8, A-4-8.1.7 
SUBST YIEOTY ACEVICE Marking ti xd Sb Sank, Sous teste sed pista ete care aed oar 2-7.3 
Atomizing Medias s.cc2hS RAS cab Med pda Aaah a 7-6.1.2 Sate se 5. eat, aide sok eae aeas Aho, AA12.3, A11-3.3.1 
Preliminary functional tests..................6. 9-2.5.1, 9-2.5.6 Shutoff... ... 0.0. 11-1.12.8 
BOIS rare gon Gel HR RN AS etc a BOS CR Pesca ce ye Re etek Nh asin ty 10-2, Table 10-2(b) 
Sippore: Velocity pressure formula ...............0 0.000 c cece ee 6-3.3 
PURE a rere es BRM OMS MONS COE PNT 4 220 Ventilation, of compartments ................- 54.1.2, A-5-4,1.2.1 
Pip@é,23 gadeernit hs te tris Ho ak tha ee ce eae! see Hangers 
System acceptance....................0065 see Acceptance, system -W- 
System applications. .... 01.0.1... sees eee eee eee ee 32, ALG Water containers ..................45 see Containers, gas and water 
System components and hardware ........... 5 see Components and Water mist 
Pereiare syste ISH OH Geb viet bd adiabatic Ato’ viadiche 1-4.21, A-1-4.21 
System flow calculations............. 5 see Calculations, system flow Diopletsize 
System operation methods ............... see Operation methods 
System requirements............0..0ceseeseusenees Chap. 3, A3 Characterization and measurement..................05. B-l 
Classification by size distribution................... A-1-4.21 
-T- Distribution ....... 0... eee eee A-1-4.21, A-2-6.1 
Tanks, water... 0.0.00 c cece cece cece ccucueueueeeesesesess 753 Water mist atomizing media ................ 5 see Atomizing media 
Inspection frequencies. .......... 000.0 e eee eee Table 10-2(a) Water mist engineered systems (definition)................. 1-4.23 
Maintenance frequencies. ............6 000. e ee aes Table 10-3.2 Water must nozlesiciatsTacneniniig trent sin Meena ee NOzles 
Pee HMAIE ctoenils ta Dwele kietate ne trans 11-2.2, 11-3.5.3, Ae11-2.2 Water mist systems (definition)............. 1-4.24, 1-6.1, A-1-4.24.4 
. Water pressure regulating valves................. 0.000005 48.3.1 
Bi Catena Water reactive materials...........0.0.0.0.0000- 1-6.2.2, A-1-6.2.2 
INOZZICS 3:5 34ctee. Gia thse See SA MRR, Oa EN Mahe Rots Gh 2-6.6, 4-2.10 Water supplicgten cere: vidi ieee ena te 71.1, 7-5, AT-5 
System operating devices... 11... +. eee e ener eee 2-10.3.3 DURA OL ate ee es a OM RAE no, Po) Ou. Sek 9 B 7-3, A-7-3 
CEST ORME CHOME Past s cake aan aiiel aie Sah Sein Marine systems.......... 11-2.3, 11-2.9, 11-3.5, A-11-2.3, A-11-3.5 
Test SITE MBER sist a eid ache AEA Haha oe ca eae PLESSUTE PAU GES:+ 4.54 sccG oss btatle abe aye sede besg bad Sale sabe Satan 7-7 
LEAR re neicneaiaenahs Seah eH NNR MaRS E ATS 12 Ousliiy.or wlter teen tate b ee ea ets 75.1, Ae7-5.1 
PUR Si sple nintha sa beak Ate Dees aaa nen een dete Cai tek or at aioe ait an 7.2, 72 
ee aaah Naar ca Hales) Reserve:stippliesss, 644044 divide tideds Sagan dideds 7-4, A-7-4.1 
PIERS I SUERS ToCenTIRS SHI G78 ie le Testing frequencies ................ 00. eee eee Table 10-2(b) 
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Owner's responsibility for................ 10-1.1 to 10-1.2, 10-1.7 Welding......... 2.0000 ccceeeeeeeee eee 9-4.9.7, 9-4.3.3 to 2-4.3.4 
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Thermally activated nozzles. .............. 0000 e cece 2-10.3.4 Working plans... 2.0.62 ee ene 8-1 
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DORN IMON eae sans BAe eee Ogres aaa a eee ates 1-4.19 
Training, personnel............. 0.0. c eee 10-4 -Z- 
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